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PREFACE 

It has been the object of the author to present the subject 
treated in this book in such a manner as to make it intelligible to 
a person having a general knowledge of electricity, and to do this 
without sacrificing technical accuracy. 

So far as the writer knows, the few books already published 
on the subject are either reprints of the National Electric Code, 
or more or less extensive amplifications of the same. The pres- 
ent volume contains data and information used by the author 
in his own practice; the greater portion of such data has never 
been published before, and it is believed will prove of consider- 
able value to all interested in the subject. 

In order to more clearly illustrate methods of designing elec- 
tric wiring equipments, several practical examples are shown. 
These examples were selected from a list of several hundred in- 
stallations designed in the ofiice of C. O. Mailloux, E.E., and the 
author (Associated) Consulting Electrical Engineers. 

It was at first intended to include a few chapters on the de- 
sign of electric generating plants, an(l also on illumination, but 
in order to obviate delay in issuing this book, it was thought 
best to leave these subjects for some future time, particularly 
as the field of the last mentioned subject has broadened so won- 
derfully in the last year as to deserve separate and more ex- 
tended treatment in a work devoted entirely to that subject. 

Chas. E. Knox 

February 25, 1907. 
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2 ELECTRIC LIGHT WIRING 

The first point to be decided is the voltage of the lamps, or other 
appliances which are to be used. In the majority of cases, at 
the present time, particularly where the power requirements are 
not great, it is preferable to use a 120- volt lamp (i.e., a lamp of 
approximately 120 volts in contradistinction to a 240- volt lamp), 
and we will assume this to be the voltage and the lamp decided 
upon for the purpose of this discussion. We must also assume 
a given maximum percentage of loss, which we will allow in the 
feeders and mains. Let us assume this loss to be four per cent, 
and that we wish to transmit current a distance of 1000 feet, 
over a single feeder, for a total of 100 lamps to be of such candle- 
power as to require one ampere each. 
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Fig. 1 

Figure 1 shows these lamps arranged diagrammatically on a 
two-wire feeder, and Fig. 2 shows them arranged on a three-wire 
feeder. 

In the first case the potential across the conductors is 120 
volts. In the second case the voltage between either outside 
conductor and the neutral is 120 volts, and the voltage between 
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Fig. 2 

the two outside conductors is twice that amount, or 240 volts 
(The method of obtaining the neutral potential is described later 
in this chapter.) 

The neutral conductor is usually made at least equal in size 
to either of the two outside conductors, although for outside street 
mains it would be possil^ie to make it smaller than the outsides; 
for interior wiring of buildings, however, the requirements of the 
National Electric Code stipulate that it should be made at least 
equal in size to the outside conductors. The weight in copper re- 
quired to carry the given load (in this case 100 lamps) a given 
distance (in this case 1000 feet), at a given loss (4 per cent), will be 
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three eighths of that required to transmit that load, assuming 
the same distance and percentage loss as would be required to 
transmit it by the two-wire system. 

It is evident that if the lamps could be so arranged in the 
case under consideration that 50 lamps were always connected 
on each side of the three-wire system, it would be possible to 
dispense with the middle conductor entirely, for the reason that 
the lamps could be divided in pairs and each pair of lamps could 
be connected in series with a potential of 240 volts across their 
outsides. As this is impracticable, however, in most cases, the 
neutral wire is required to carry the difference in current caused 
by more lamps being in use at times on one side of the system 
than on the other. For example, if there were 50 lamps in 
use on the upper side {A) of the system, as shown in Fig. 3, and 
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Fig. 3 

only 10 lamps in use on the lower side of the system (5), the 
neutral conductor would have to carry the current for the differ- 
ence between the two, or 40 amperes, the outside conductor (A) 
carrying 50 amperes and tlie outside conductor (B) carrying 
10 amperes. The reason for this is that the ten lamps on the 
lower side would be practically in series with ten of the lamps 
on the upper side and this current would flow through the outside 
conductors only. The 40 amperes for the other lamps would, 
of course, have to flow through the upper and neutral conductors. 

Now, let us figure the sizes of the wire required for the two 
systems, based on the load of 100 lamps, a distance of 1(K)0 feet, 
and a loss of 4 per cent. 

The formula for calculating this loss fsee page 101) is as follows: 
the size of wire in circular mills is equal to the current in amperes, 
multiplied by the distance in feet (one way), multiplied by the 
constant 21.6, divided by the loss in volts, or 

ly LX21.6 
cm. = ,,- - 

Let us first figure the size of the wire required for a two-wire 
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Bystem, In this case, the current in amperes is equal to 100. 
distance (L) ia 1000 and the loss (E) is 4 per cent of 120 volts. 
or 4.8 volts, auljstituting this in the formula given below 

100X1000X21.6 

cm. = 

4.S 

The result \a that two conductors of 450,000 circular mils 
would be required. 

So far as the maximum loss is concerned, the neutral wire 
(if made equal in size to the outside conductors) need not enter 
into the calculation at all, for the reason that the maximum loss 
would take place whenall the lamps were connected to the circuit, 
at which time there would be a minimum (0) current flowing 
through the neutral conductor. 

Now let us find the size of the conductors required for a 

three-wire system. In making this calculation it will not be 

necessary, as stated above, to consider, the size of the neutral 

conductor. The current flowing through the outside conductors 

will be but 50 amperes, as the lamps are virtually arranged in 

fifty pairs, each pair being in series across the outside potential 

of 240 volts; therefore the current (I) will lie but 50 amperes. 

The length in feet on each outside conductor will be the same 

as in the cose of a two-wire feeder, but the loss in volti will be 

twice aa great, for the potential is double, and 4 per cent of 240 

volts is 9.6 volts. Substituting these values in the formula, we 

have I 

50X1000X21.8 
,.„,. = __ - 

or the sizf of the conductor in circular mils required for ea^ 
uut^side lead would be 112,500 (approximately No. wire). If 
we made the neutral conductor equal in capacity to each of the 
two outside conductors, we would have three conductors of 
112,500 circular mils required for a three-wire system, and two 
conductors of 450.000 circular mils required for a two-wire sys- 
tem. 

As the weight of these conductors is proportional to their 
cross-section in circular mils, we can draw comparison as to the 
relative weights required by comparing their size in circular 
mils instead of their weight. Therefore, three conductors of 
112,500 circular mils would he equivalent to 337,500 circular 
mils, and two conductors of 450.000 mils would l>e equivalent to 
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a conductor of 900,000 mils, and the relative weights of copper 

required would be 

337,500 ^ ^ 

900,000 

or 37.5 per cent. That is, a three-wire system would require but 
three eighths of the weight in copper required for a two-wire 
system to transmit the current for the same number of lamps 
the same distance at the same percentage of loss, if the neutral 
conductor be made the same as either outside conductor. 

It is, of course, evident that while the loss in volts in the 
three- wire system is twice as great as in the two- wire system, the 
variations in voltage at the lamp is the same as in a two- wire 
system, because the total variation in voltage is divided between 
the two sides. 

Of course the size of the neutral wire may be varied according 
to the conditions, and the resultant saving in copper by the use 
of the three-wire system would be correspondingly affected. If 
the neutral wire, for example, were made one half the size of 
either of the outside conductors, the saving of copper effected 
by the three-wire system over the corresponding two-wire system 
would be greater, as only one fourth of the weight would be 
required for the former. It would be unsafe and would be con- 
trary to the National Electric Code to make the neutral wire 
smaller than either of the outsides, for the reason that it would 
be possible, if in case a fuse blew, to have one side of the system 
fully ]oaded and to have no current on the other side. In this 
case, the neutral wire would be required to carry the same current 
as the outside wire, and this would probably overload the con- 
ductor if it were smaller than the outside conductors, and the 
percentage loss would be double. In some cases, however (as 
stated hereinafter), it is desirable to make the neutral equal to 
the combined capacity of the two outsides. In this case the 
saving in the weight of copper would be one half by the use of 
the three-wire system. Of course all of these calculations are 
made on the basis that when the three-wire system is used, the po- 
tential across the outside conductors is dodble that a<;ross the 
two-wire system and that the voltage of the appliances is the 
same in either case. Of course, a three-wire system is sometimes 
used where the potential is kept the same as in a corresponding 
two-wire system; this is done, sometimes, in an isolated plant 
having a potential of 120 volts, but where it is necessary or 
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desirable at times to take the current from the outside (240) 
volt three-wire mains. Of course, in such cases the calnulation 
of tlie size of the feeder muat be made on the basis of a voltage 
of 120, and as pointed out hereinafter, the thre&-wire system 
would lie slightly more expensive than the corresponding two-wire 
system. 

It should be understood that a saving in the weight of copper 
required does not necessarily mean a corresponding saving in 
the cost of the feeders and mains installed (including conductors, 
conduits', etc.), as the coat does not vary exactly in proportion 
to the weight of copper. For example, a No. 8 stranded con- 
ductor, having a high grade of rubljer insulation, costs in the 
neighborhood of thirty-six dollars per 1000 feet. The cost of a 
No. 5 conductor (twice the size of No. S) costs about fifty-six 
dollars per 1000 feet. Therefore, two No. 8 wires cost seventy- 
two dollars, or 29 per cent more than one No. 5 conductor. With 
the larger sizes the difference is reduced. Two 500,000 cm. 
cables would cost approximately 9 per cent more than a !,0(X),000 
cm. cable. It will be seen, therefore, it is absurd to figure the 
relative cost of two systems based solely upon the relative weights 
of copper required, particularly if the conductors are rubber 
covered, as the amount of insulation required for two small 
conductors is greater than that for one large conductor having 
the equivalent capacity of the two small conductors; furthermore, 
in a conduit system the total relative costs of the two systeniB 18 
not proportional to the weights of copper. I 

Where the current is obtained from an outside source, at 
even where it is obtained from ihe generating plant in the build- ^ 
ing, but is liable to be taken from an outside source at any time, 
the wire should generally be adapted for the three-wire system. 
The reason for this is that the three-wire system, if properly laid 
out, can lie adapted for any system of distribution (except the 
four-wire and five-wire systems, which are used abroad biit not 
in this country). By making the neutral wire equal in capacity 
to the two outside wires combined, we can join the two outside 
wires and can transform it into a straight two-wire system. 
Where current is liable to be taken from either the plant in the 
building (when the plant voltage is one half the outside voltage 
of the street mains), or from the three-wire street system, this 
scheme should be adopted. When the current is taken entirely 
from an outside three-wire system, the feeders and mains in the 
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building should be three-wire; but all three conductors may be 
of the same size, provided the probability of a local plant being 
installed is slight. 

For the description of systems of wiring where the current 
supply is alternating see page 109. 

Of course, in large installations where the current supply 
might be taken at times from an outside source, as well as from 
the isolated plant, there is no economy in the use of the three- 
wire system, unless some means be used to obtain a neutral wire 
from the isolated plant system and the voltage of the isolated 
plant system be made the same as the outside supply. 

In fact, if the isolated plant voltage were only equal to the 
voltage between the neutral and the outside conductor of the 
outside supply, the two-wire system would be more economical 
than the three-wire system. The reason for this is, that in such 
a case the neutral wire would have to, be made equal to the com- 
bined capacity of the two outside wires, so that when current 
was taken from the isolated plant, the two outside wires could 
be connected together and the neutral would serve as the other 
conductor; the loss in the feeders would have to be figured for 
the lower potential of the two- wire isolated plant system, and 
the weight of copper required would be the same for the three- 
wire system as for the two- wire system, with the difference, that 
this weight would be divided into three conductors instead of 
two^ as shown above. The cost of three conductors is greater 
than two conductors of the same weight, owing to the increased 
amount of insulation required and the greater cost of manufac- 
ture. The cost of connections, panels, switches, etc., would also 
be greater for the three-wire system in such a case. In some 
such instances, therefore, where large feeders are required (and 
if the central station manager permits), it may be advisable to 
use two-wire feeders and have them balanced across the outside 
three- wire system; some of the feeders might even be connected 
to double-throw switches so that they might be thrown on either 
side of the outside system. In most cases of this kind, however, 
it is probably wiser to use the three-wire system with the neutral 
equal to the combined capacity of the two outsides. 

In the case of a large isolated plant, where the feeders are 
large and carry heavy loads, it may be very desirable to increase 
the pressure at which the current is transmitted, but at the same 
time not increase the voltage of the lamps or motors. To do 
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this, of course, necessitates the use of the three-wire syst-em 
and the problem of obtaining the neutral current itnmedialely 
presents itself. There are four practical solutions of this problem 
which are now used to a greater or less extent and, as the subject 
may assume considerable importance in some cases, these methods 
will be descril>ed somewhat in detail. 

In the first system two separate and distinct generators driven 
by a single engine are used. I''ig. 4 shows, diagrammatically. 




the arrangement of this system. The disadvantages of this 
arrangement are (a) that the cost of these two generators is 
greater than would be the cost of a single generator of the same 
corresponding size; (b) the efficiency of the two machines is 
lower than a single machine, having a combined capacity of the 
two generators; and (c) the switchboard connections and the 
operation is somewhat more complicated than is the case of a 
single machine. 

The advantage of this method is that great extremes of im- 
batancing can take place without injury to either the lamps or 
to the generators. The fields of Ihese generators are separately 
controlled, and the voltage may he varied as desired. This 
method is applicable to very large plants only, and is practically 
limited to central station work. A plant of this kind was installed 
about eleven years ago in Ihe Waldorf hotel, but it was later 
changed over so as to operate on a two-wire, !20-yolt system. 




In ihe second method (see Fig. 5) the generators are wound 
for 240 volts, in precisely the aame manner as though they were 
to l>e used for a straight, two-wire, 240-volt system. The neutral 
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connection is provided by means of a separate motor generator 
set, operating across the two outside (240- volt) conductors. This 
motor generator or balancing set consists merely of two 120-volt 
motors having their armatures connected in series, the neutral 
wire being derived from the point at which the two armatures 
are connected. The shafts of the two motors are coupled mechan- 
ically together by means of a flange coupling, or similar device. 
When the system is evenly balanced, that is, when an equal number 
of lamps are placed on each side of the system, the balancing set 
merely acts in the same manner as two 120 motors, without 
load, connected in series across a 240- volt system. When the 
system becomes unbalanced, the machine connected to the side 
of the system having the lightest load operates as a motor and 
drives the other machine as a dynamo and supplies current to 
the heavily loaded side, thereby practically equalizing the load. 
It will thus be seen that either of the two machines may operate 
as either a motor or a generator, depending upon the balance of 
the system. As the shunt fields of each machine may be regulated 
separately, the voltage of either side of the system may be regu- 
lated as desired, within certain limits. But probably the best 
method to obtain close regulation by the use of balancers, is to 
have the latter differentially wound. 

The size of the two machines constituting the balancing set 
will depend upon the amount of neutral current which is to be 
handled, that is, upon the maximum amount of unbalancing 
which is likely to take place on the system. In some cases this 
may not exceed, at any time, more than 5 per cent. In other 
cases it may amount to as much as 15 to 25 per cent. Where 
the amount of neutral current is not large, and where it is not 
necessary to run the plant twenty-four hours a day, this method 
is probably the most desirable. Its disadvantages are that there 
is a constant loss due to the fact that it is necessary to operate 
this balancing set continuously, and where it is necessary to 
handle a considerable amount of current in the neutral wire, the 
cost of the generating set would be quite large. The losses of 
operation of this balancing set include the power necessary to 
operate these machines as motors at full speed when the system 
is perfectly balanced, and also the PR (heat) loss and the hys- 
teresis loss when the svstcm is out of balance. Of course, in a 
system of any size, it would be necessary to have two sets of 
this kind in order to obviate a shut-down in the event of injury 
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to either of the two machines constituting the balancing set. 
In order to protect the balancing machines from injury, and the 
consequent burning out of the lamps through unbalanced voltage, 
it is usual to connect the circuit breakers in such a manner in 
the main line that they will open the entire circuit in case the 
balancing current exceeds the capacity of the balancing set. 

In the third method (see Fig. 6) a single machine is used, in 




conjunction with a compensating coil, or a set of compensating 
coils. This scheme is patented and generators of this type can i 
only be made by two of the leading manufacturers of electrical 
machinery. As will be seen by an examination of the diagram 
(Fig. 6) the outside (240-volt) le&ds are taken from the generators 
at the commutator end in the usual manner. The third, or 
neutral wire, is derived from the central point of the compen- 
sator, the ends of which are connected between two points of 
the armature winding, dividing it into two equal parts. The con- 
nections at this end of the armature are made by means of col- 
lector rings, the same as in an alternating- current machine. By 
connecting the third conductor to the central point of the com- 
pensator a neutral potential will be obtained, which will serve 
for the neutral conductor in a direct-current, three-wire system, 
and will maintain a mean ixttential between the two outside- 
conductors comiected directly to the commutator. 

Tlie current in the neutral conductor Ls. of course, a direct 
current, although there is an alternating current passing through 
the compensator. When the current passing through the neutral 
conductor reaches the point iit which said conductor is connected 
to the compensator, it chooses its path and during one small 
portion of a second passes tlirough one side of the compensator 
back to the nrmature; the next small interval of time is divided 
between the two paths, and it then reverses and passes through 
the other side. At the time when the points of the armature 
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sections connected to the compensator are being commutated, 
the entire neutral current (i.e., the current carried through the 
neutral wire) passea through one side, (see Fig. 6), of the com- 
pensator; at the next interval of time, when the said armature 
sections are midway between the points of commutation, the 
potential at the two ends of the compensator is zero and the 
neutra! current is divided, one half passing through each side of 
the compensator. When the armature sections are again being 
commutated {the polarity being reversed), the neutral current 
will pass entirely through the other side of the compensator. 

The disadvantages of this system are (a) that it is usually only 
adapted for relatively small amounts of unbalancing; (6) that the 
cost of the generators is greater than for an ordinary generator, 
as it can be manufactured by but two companies, and (c) that 
there is no means of varying the potential on the two aides of 
the three-wire system, in order to compensate for unbalancing 
and thereby maintain a uniform potential at the lampjs, unless 
a separate booster be employed. The advantages of this system 
are (a) that only a single machine is required, and for certain 
cases it is perhaps the best method on that account, and (6) that 
the losses in the compensator are relatively small. 

The fourth method of obtaining the neutral current is by the 




use of a small rotary converter (see Fig. 7), operated across the 
two outside conductors as a direct -current motor, the neutral 
wire being connected to the middle point of a set of compensator 
transformers as in the third method; the compensators are con- 
nected to the collecting rings on the alternating-current end of 
the rotary converter. The phenomena is similar in this case to 
that described under the third method. 



CHAI^ER II 

METHODS OF WIRING 

The methods of wiring now approved by the National Elec- 
tric Code include the use of: 

Rigid Conduits; Flexible Conduits; Armored Cables; Flexible Tubing; 
Knob and Tube Work; Cleat or Insulators; Moulding. 

Each of these methods will be described separately in detail, 
and the rules of the National Electric Code which cover their 
use will be reproduced under the description of the correspond- 
ing method of wiring, as it is rather difficult to follow the rule 
relating to each method in the Code, owing^ to the unsatisfactory 
grouping and arrangement of the rules. The first five of the 
above methods are used for concealed wiring, and the last two, 
and sometimes the first also, are used for exposed wiring. 

Rkjid Conduits. 

This method of wiring is approved by the Fire Underwriters, 
for all classes of buildings, for both exposed and concealed work. 
In the opinion of the author, it is the only method that should 
be used in new fire-proof buildings. 

The requirements of a good conduit are first, it should be 
fire-proof. There is, as a matter of fact, no conduit in use to-day 
that does not fulfil this requirement. The reason for this is not 
hard to find, as there exists in every electric circuit for lighting or 
power tlio elen\ents necessary to cause a fire, and every precau- 
tion should be taken t(» ])revent '.he conduit from igniting and 
burning. 

In the second place, it sliould bo moisture proof. That is to 
sav, it should be of sucli material or construction as to not absorb 
or hold moisture, and should be of such construction as would 
either prevent moisture from jretting into the tube, or, if it be 
possible, to rid itself of moisture contlensing in. or ])orcolating 
through, the tube, by ventilation or by any other similar natm-al 
process. 
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In the third place the tube should be strong mechanically. 
It should resist nails, hard blows, and should not easily be flattened 
by being walked upon or by having wheelbarrows run over it. 
In the modern fire-proof building the conduits are subject to 
hard usage, as they are frequently installed before the flooring 
is placed over them. In the days of the old unarmored paper 
tube and of thin brass-armored conduit, great damage was fre- 
quently done in this manner to the conduits, and sometimes 
entire runs had to be replaced on account of flattened and damaged 
tubes. 

Again, where the conduit is to be used in fire-proof buildings 
it is very desirable that the conduit should resist the action of 
cement. The inability to withstand the action of cement on 
the copper was one of the weak points of the old brass-armored 
conduit. 

Again, the lining of the tube (if there be any lining) should be 
flexible, so that when the pipe is bent the conduit will not crack 
or break. 

Lastlv, the tube should withstand a "short circuit" on the 
wires which they contain, without disrupting. 

Rigid conduits may be divided into two classes, namely: 
conduits with lining of insulated material, and unlined conduits, 
but having an inner coat of enamel, or similar material. 

The unlined conduits consist of an iron or steel pipe, similar 

in size/thickness, and in every other way to gas pipe, except that 

'special precautions are taken to free it inside from scale or any 

irregularities; it is then coated inside with enamel, outside it is 

sometimes enameled and sometimes galvanized. 

The lined iron conduit usually consists of a plain iron pipe 
lined with a tube of paper which has been treated with an 
asphaltic or similar compound; this paper tube is cemented or 
fastened to the inside of the iron pipe so that it forms practi- 
cally an integral part of the same. 

The advantages of the unlined conduit over the lined conduit 
are, (1) it is cheaper, because having no lining a smaller size of 
conduit can be used for any given size of conductor, (2) it is 
also cheaper to install, as it can be bent, threaded, and cut 
more readily than the lined conduit, (3) and it is easier to insert 
and to withdraw wires, as the inside of an unlined (enameled) 
conduit is smoother than adtplined conduit. 

The principal disadvantages of the unlined conduit are (1) 
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that in fire-proof builiiinsa, in case of injury to the outer iron 
pipe (corrosion, opening of pipe seam, etc.), the conductors may 
be exposed to the chemical action of ash cement, Keene cement, 
and moisture, etc.; (2) by the rules of the National Code, double- 
braided conductors must be used instead of single- braided con- 
ductors, which are allowed for lined conduit. The sole effect of 
this last objection is to slightly increase the cost of the con- 
ductors, but this effect is relatively slight compared with the 
decrease in cost of the unlined conduit itself and of installing it. 

For all buildings or places where the conduit is not liable to 
corrosive action the unlined conduit should undoubtedly be used. 
In the latter cases it may be usetl, provided adequate effective 
means can be provided for preventing destructive corrosive 
action. As a matter of fact, with the improvement which tiaa 
taken place in the manufacture of unlined conduit, the introduc- 
tion of double-braided conductors, the use of insulating bushinga 
at the terminals of all conduits (which prevent the conductors 
from resting on the bare pipe), and with improved methods of 
protecting the conduit from corrosive action, the unltned conduit 
may be used with much greater safety than heretofore. As soon 
as positive means have been found for the prevention of corrosion 
of the pipe, the (Ji^lined conduit will entirely disappear. 

The rules governing the use of rigid conduits are as follows: 



Construction of Rigid Conduits 

Rule No. 49- (National Electric Code.) " Interior Conduits." 
a. Each length of conduit, whether linwi nr unlined, must have the 

maker's name or initials stamped in the metal or attai-hed thereto in a 

satisfactflry maiuier, ao that uiapectora can readily aee the same. 

The use of paper stickers or tags cannot be considered satisfactory method 

of marking, as they are readily loosened and lost off in the ordinary handling 

of the conduit. 

Metal Conduits with Lining of Insulating Material. 

ft. The metal covering or pipe must be at least as strong as the ordi- 
nary commercial forms of gas pipe of the same she, and its thickness 
must be not less* than that of standard gas pipe aa specified in the table 
given in No. 4S. (National Electric Code.) 

c Must not be seriously affected externally by burning out a wire 
inside the tube when the iron pipe is connected to one side of the circuit. 

</. Must have the insulating lining firmly securet^ to the pipe. 
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e. The insulating lining must not crack or break when a length of 
the conduit is uniformly bent at temperature of 212 degrees Fahrenheit 
to an angle of ninety degrees, with a curve having a radius of fifteen 
inches, for pipes of one inch and less, and fifteen times the diameter of 
pipe for larger sizes. 

/. The insulating lining must not soften injuriously at a temperature 
below 212 degrees Fahrenheit and must leave water in which it is boiled 
practically neutral. 

g. The insulating lining must be at least one thirty-second of an 
inch in thickness. The materials of which it is composed must be of 
such a nature as will not have a deteriorating effect on the insulation of 
the conductor, and be sufficiently tough and tenacious to withstand the 
abrasion test of drawing long lengths of conductors in and out of same. 

h. The insulating lining must not be mechanically weak after three 
days' submersion in water, and when removed from the pipe entire 
must not absorb more than ten per cent of its weight of water during 
100 hours of submersion. 

t. All elbows or bends must be so made that the conduit or lining 
of same will not be injured. The radius of the curve of the inner edge 
of any elbow must not be less than three and one half inches. 

Unlined Metal Conduits. 

y. Plain iron or steel pi])es of thicknesses and strengths equal to 
those specified for lined conduits in No. 49 b may be used as conduits, 
provided their interior surfaces are smooth and free from burs. In 
order to prevent oxidization, the pipe must be galvanized, or the interior 
surfaces coate<l or enameled with some substance which will not soften 
so as to become sticky and prevent the wire from being withdrawn 
from the p\pc. 

k. All elbows or bends must be so made that the conduit will not be 
injured. The radius of the curve of the inner edge of any elbow not to 
be less than three and one half inches. 

Installation of Rigid Conduits 
Rule No. 25. (National Electric Code.) " Interior Conduits." 

(See oIho Nos, 24 n to />, and 49, National Electric Code.) 

The object of a tube or conduit is to facilitate the insertion or extraction 
of the conductors and to protect them from mechanical injury. Tulles or 
conduits are to be considered merely as raceways, and are not to be relied 
upon for insulation between wire and wire, or between the wire and the 
ground. 

a. No conduit tube having an internal diameter of less than five 
eighths of an inch shall be used. Measurements to be taken inside of 
metal conduits. 
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6. Must be continuous frora outlet to outlet or to junction boxes, 
and the conduit must properly enter, and be secured to all fittings. 

In case of underground service connections and main runs, this involves 
running each conduit continuously into a main cut-out cabinet or gutter 
surrounding the panel-board, as the case may be. (See No. 54.) 

c. Must be first installed as a complete conduit system, without the 
conductors. 

d. Must be equipped at every outlet with an approved outlet box or 
plate. (See No. 49 / to o.) 

Outlet plates must not be used where it is practicable to install outlet 
boxes. 

In the buildings already constructed where the conditions are such that 
neither outlet box nor plate can l>e installed, these appliances may be omitted 
by special permission of the Inspection Department having jurisdiction, 
providing the conduit ends are bushed and secured. 

c. Metal conduits where they enter junction boxes, and at all other 
outlets, etc., must be provided with approved bushings fitted so as to 
protect wire from abrasion, except when such protection is obtained by 
the use of approved nipples, properly fitted in boxes or devices. 

/. Mast have the metal of the conduit permanently and effectually 
grounded. 

It is essential that the metal of conduit systems be joined so as to afford 
electrical conductivity sufficient to allow the largest fuse or circuit breaker 
in the circuit to operate l)efore a dangerous rise in temperature in the con- 
duit system can occur. Conduits and gas pipes must be securely fastened 
in metal outlet l)oxes so as to secure good electrical connection. Where 
boxes used for centers of distribution do not afford good electrical connection, 
the conduits must \>e joined around them by suitable lx)nd wires. Where 
sections of metal conduit are installed without I)eing fastened to the metal 
structure of buildings or grounded metal piping, they must l)e bonded together 
and joined to a pennanent and efficient ground connection. 

g. Junction boxes must always be installed in such a manner as to 
be accessible. 

h. All elbows or bonds must be so made that the conduit or lining 
of same will not be injured. The radius of the curve of the inner edge 
of any elbow not to be loss than three and one half inches. Must have 
not more than the equivalent of four (juarter bends from outlet to outlet, 
the bends at the outlets not being counted. 

CoXSTRUCTIOX OF WiRES FOR COXDUIT WoRK 

Rule No. 47. (National Electric Code.) " Conduit Wire." 

a. Single wire for lined conduits must comply with the requirements 
of No. 41. For unlinod conduits it must comply with the sanu* require- 
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ments, — except that tape may be substituted for braid, — and in 
addition there must be a second outer fibrous covering, at least one 
thirty-second of an inch in thickness and sufficiently tenacious to with- 
stand the abrasion of being hauled through the metal conduit. 

b. For twin or duplex wires in lined conduit, each conductor must 
comply with the requirements of No. 41, — except that tape may be 
substituted for braid, on the separate conductors, — and must have a 
substantial braid covering the whole. For unlined conduit, each conduc- 
tor must comply with requirements of No. 41, — except that tape may 
be substituted for braid, — and in addition must have a braid covering 
the whole, at least one thirty-second of an inch in thickness, and suffi- 
ciently tenacious to withstand the abrasion of being hauled through the 
metal conduit. 

c. For concentric wire, the inner conductor must comply with the 
requirements of No. 41, — except that tape may be substituted for 
braid, — and there must be outside of the outer conductor the same 
insulation as on the inner, the whole to be covered with a substantial 
braid, which for unlined conduits must be at least one thirty-second of 
an inch in thickness, and sufficiently tenacious to withstand the abrasion 
of beuig hauled through the metal conduit. 

The braid or tape required around each conductor in duplex, twin, and 
concentric cables is to hold the rubljer insulation in place and prevent jamming 
and flattening. 

Portion of Rule 24. (National Electric Code.) Wires. 

For Conduit Work. 

n. Must have an approved rubber insulating covering. (See No. 47.) 

0. Must not be drawn in until all mechanical work on the building 
has been, as far as possible, completed. 

Conductors in vertical conduit risers must be supported within 
the conduit system in accordance with the following table: — 

No. 14 to every 100 feet. 

No. 00 to 4-0 every 80 feet. 

0000 to 350,000 c. m. every 60 feet. 

350,000 c. m. to 500,000 c. m. every 50 feet. 

500,000 c. m. to 750,000 c. m. every 40 feet. 

750,000 e. m. every 35 feet. 
A turn of 90 degrees in the conduit system will constitute a 
satisfactory support, as per above table. 

The following methods of supporting cables are recommended: 

1. Junction boxes may be inserted in the conduit system at 
the required intervals, in which insulating supports of approved 
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type muBt be installed and secured in a satisfactory manner so 
as to withstand the weight of the conductors attached thereto, 
the boxes to be provided with proper covers. 

2. Cables may be supported in approved junction boxes on 
two or more insulating supports so placed that the conductors 
will be deflected at an angle of not less than 90 degrees, and 
carried a distance of not less than twice the diameter of the cable 
from its vertical position. Cables so suspended may be addi- 
tionally secured to these insulators by tie wires. 

Other melhods, if used, must be approved by the Inspection 
Departments having jurisdiction. 

p. Must, for alternating ayatems, have the two or more wires of a 
circuit drawn in the same conduit. 

It is advised that this 1» done for di rectum rrent systeniB also, so that 
they may be chaugod to ultcmating syslems at any liitie, induction troubles 
prevcDting such a change if the wirea are in Bepanil« conduits. 

The snme conduit must never contain circuits of different systems, but 
may contain two or more circuits of the same syatem. 

The above rules relating to wire refer specifically to wires for conduit 
work and for that reason are quoted here; the other rules covering wire 
are given in the chapter treating " Conductors." 

Flexible Conduits 

A distinction is usually made between fle.\ible conduits and 
flexible tubing, the former being iipplied to metal tubes and the 
latter to non-metallic tubes. 

Flexible conduit, as used to-day, consists of a continuous 
flexible steel tube, composed of convex and concave metal strips. 
These strips are wound spirally upon each other in such a maoBeT' 
as to interlock their concave surfaces, both exterior and iataAaTf 
thereby securing a smooth and comparatively frictionless surface 
inside and out." This conduit is covered by the same rule* (rf. 
the National Electric Code as those covering rigid conduitj 
While it is approved for fire-proof buildings, it should not, in 
the opinion of the author, be used for such buildings. 

The advantages claimed for this tube are Continuity, flexibility, 
ventilation, and mechanical strength. 

A continuous tube has a great advantage over a tube which 
comes in short lengths, as it avoids joints, couplings, etc, and can 
therefore be much more quickly installed. This conduit is made in 
coils of 50 to 200 feet.dependinR upon the diameter of the conduit. 
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The flexibility and continuity of this conduit make it possible 

I to use it in many cases where other forms of conduit would be 

k impracticable. Owing to these features it finds its greatest use 

■ ^ completed buildings where it is desired to install electric circuit 

rork without greatly disturbing the walls, floors, or ceilings. 

"his tube can be fished under the floors (in buildings of wood 

instruction}, in the partitions between the flooring and ceiling 

IS, by making pockets in the floors, walls, or ceilings, say 

i*very 15 to 20 feet (or nearer, in many cases), by "fishing" a 

stiff metal wire, called a "snake," through flrst, and then attaching 

the conduit either directly or indirectly to the fishwire and 

pulling the conduit in place. For vertical runs a chain, or similar 

device, is frequently used; the chain is dropped from the outlet 

to the floor and its lower end is located by the sound of the chain 

striking the floor. 

^K The flexibility of this conduit dispenses with elbow fittings, 

^^BS a bend of almost any radius can be made with this tube, with 

^^BO other tools than the hands. But the greatest trouble may 

^^be caused by this flexibility, unless proper care be taken in iu- 




alling this tube. It is of the utmost importance that each 
tobe be securely fastened in at least two, and preferably three, 
pointa at the elbow. If this precaution is neglected, it will make 
it very difficult, if not impossible, to pull the wire through the 
conduit, because the tube will buckle and assume such shapes 
as to cause it to effectually bind or grasp the conductor which 
is being pulled through the conduit. Fig. 8 shows the proper 

[•hod of fastening this conduit at elbows and bends. 
There is no doubt about this conduit being ventilated. If 
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smoke is blown through one end of a short length of this pipe 
it will all come out through the fisHures between the spirals before 
it reaches the other end. In many places thitt would bean 
advantage, as, for example, in exposed work, or in places where 
it would not be concealed in cement or plaster. But it is very 
questionable that it is an advantage under tiled floors or in 
plastered walls where water might get in the pipe, and where 
the ventilation would be reduced to its lowest limits. In such 
caaes as these there is no doubt that a solid pipe with leaded 
joints would be much dryer and better. 

The tube ia quite strong mechanically, although not absolutely 
nail proof. 

Parts of this conduit and various devices used in connection 
with it are shown in Fig. 8. 

This conduit is to be strongly recommended for use in frame 
buildings in place of knob and lul>e wiring or in place of flexible 
(non-metal lie) tubing. 

Annored Cable 
The armored cable is made in a manner similar to the flexible 
steel conduit, but having the conduit made over the conductors, 
Fig. 9 shows an armored table with 
twin conductors. This cable is per- 
haps better known as Greenfield 
Flexible Armored Conductor or " BX 
Cable." This armored cable is made with single conductors from 
No. 10 to No. 1 B. & S. gage; in twin conductors, from 14 to 8 
B. & S. gage; and with 3 conductors from 14 to 1(1 B. & S. gage. 
It is also made with lead-covered single and twin conductors in- 
side the armor of the same sizes. This lead-covered armored 
cable is very desirable for wiring on shipboard. 

The rules of the National Electric Code governing the con- 
I Mruction and use of this cable are as follows: — 

24 A. Armored Cables. (National Electric Code.) 

{For connlnirlion rules, gee No. 48,) 

a. Must Ix; cimtinudus frnm ouUet to ouilel or to junction boxes, 
and the armor of the cable must projierly enter ond be secured to sU. 
fittinga. 

In case of undtrgromid servire coimectionB and main nms, this involvesj 
nuiiling BMcb armored cable conlinuouHly into n nikin cut-out cabinet c 
glitter surrounding the pancl-lioapd, as the case may be. (See No. 54.) 
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6. Must be equipped at every outlet with an approved outlet box or 
plate, as required in conduit work. (See No. 49 A.) 

Outlet plates must not be used where it is practicable to install outlet 
boxes. 

In buildings already constructed where the conditions are such that 
neither outlet box nor plate can be installed, these appliances may be omitted 
by special permission of the Inspection Department having jurisdiction, 
provided the armored cable is firmly and rigidly secured in place. 

c. Must have the metal armor of the cable permanently and effect- 
ively grounded. 

It is essential that the metal armor of such systems be joined so as to 
afford electrical conductivity sufficient to allow the largest fuse or circuit- 
breaker in the circuit to operate before a dangerous rise in temperature in 
the 83rstem can occur. Armor of cables and gas pipes must be securely 
fastened in metal outlet boxes so as to secure good electrical connection. 
Where boxes used for centers of distribution do not afford good electrical 
connection, the armor of the cables must be joined around them by suitable 
bond wires. Where sections of armored cable are installed without being 
fastened to the metal structure of buildings or grounded metal piping, they 
must be bonded together and joined to a permanent and efficient ground 
connection. 

d. When installed in so-called fire-proof buildings in course of con- 
struction or afterwards, if concealed, or where it is exposed to the weather, 
or in damp places such as breweries, stables, etc., the cable must havp 
a lead covering at least one thirty-second inch in thickness placed be- 
tween the outer braid of the conductors and the steel armor. 

e. Where entering junction boxes, and at all other outlets, etc., 
must be provided with approved terminal fittings which will protect 
the insulation of the conductors from abrasion, unless such junction or 
outlet boxes are specially designed and approved for use with the cable. 

/. Junction boxes must always be installed in such a manner as to 
be accessible. 

g. For alternating current, systems must have the two or more con- 
ductors of the cable enclosed in one armor. 

This cable is somewhat smaller in diameter than the corre- 
sponding flexible conduit for the same sizes of conductors; it is, 
therefore, more easily installed in places where the space is lim- 
ited. Furthermore, it can be more readily installed in completed 
buildings, as the conductors do not have to be drawn in afterward, 
as in the case of the flexible conduit. The armored cable, there- 
fore, requires less cutting and damage to the floors and walls of 
a finished building. 

However, while the armored cable is more easily installed 
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than the flesihift conduit, and occupies less space, the conduit 
haa the great advantage that wires can be withdrawn 
and new ones inserted. This advantage alone makes it 
preferaWe to use the conduit where it can be used. 



Flexible (Fibrous) Tubing 
The use of this conduit is becoming more limited 
every year and as a separate method of wiring is only 
approved by certain inspectors. It is used in non-fire- 
proof buildings and is frequently used in conjunction 
with other methods of wiring, such as knob and tube 
wiring, exposed wiring on ineulalors. molding work, etc. 
It is also used at the back of switchljoards to cover con- 
ductors where they emerge from iron conduit, or where 
the conductors pass through walls, etc. It must be 
used on the loop system and be continuous, from outlet 
to nutlet, or junction boxes, or other devices without 
tops; it must not be installed in damp places or in any 
way subjected to moisture (such as being placed in con- 
tact with damp mortar plaster, etc.). Wires should not 
be drawn into flexible tubing until after tlje rough work 
in the building is finished, as the tube is not strong 
mechanically and would not protect the wires from 
nails, etc. Duplex wires are not permitted in flexible 
tubing, although single- braided conductors are allowed. 
Owing to the fact that this tubing is neither moist- 
ure proof nor mechanically strong, it compares unfavor- 
ably with the methods already descrilied. It is, however, 
much cheaper than either the rigid or flexible conduit 
methods of wiring. 

Figure 10 shows cut of flexible tubing. 

Knob and Tube Work 
This method of wiring is used for wiring houses vi 
frame construction, where first cost is of the greatest 
importance. In this method the wires are run concealed 
under floors and in partitions supported on porcelain 
knobs and insulated, where they pass through floors and 
beams, by porcelain tuljes. The knobs are used whert 
the conductors run parallel to the beams and for vertical runs, 



Fio. 10 



METHODS OF WIRING 23 

and the tubes are used where the wires pass through the beams or 
partitions, etc. Flexible conduits or porcelain tubes are used at 
outlets to protect the wires. 

The rules of the National Electric Code, governing wires used 
for this work, are as follows: — 

Conductors for Concealed ^' Knob and Tube " Work. 

(Rules 24 q to 24 u.) 

q. Must have an approved rubber insulating covering. (SeeXo. 41.) 
r. Must be rigidly supported on non-combustible, non-absorptive 
insulators which separate the wire at least one inch from the surface 
wired over. Must be kept at least ten inches apart, and, when possible, 
should be run singly on separate timbers or studdings. Must be sepa- 
rated from contact with the walls, floor timbers, and partitions through 
which they may pass by non-combustible, non-absorptive insulating 
tubes, such as glass or porcelain. 

Rigid supporting requires under ordinary conditions, where wiring along 
fiat surfaces, supports at least every four and one half feet. If the wires 
are liable to be disturbed, the distance between supports should be shortened. 

Wires passing through timl)ers at the bottom of plastered partitions 
must be protected by an additional tube extending at least four inches above 
the timber. 

s. When, in a concealed knob and tube system, it is impracticable 
to place any circuit on non-combustible supports of glass or porcelain, 
approved metal conduit or approved armored cable must be used (see 
No. 24 t), except that if the difference of potential between the wires is 
not over 300 volts, and if the wires are not exposed to moisture, they 
may be fished on the loop system if separately encased throughout in 
continuous lengths of approved flexible tubing. 

t. Mixed concealed knob and tube work, as provided for in No. 24 », 
must comply with requirements of No. 24 to p, and No. 25 when conduit 
is used, and with requirements of No. 24 A, when armored cable is used. 

u. Must at all outlets, except where conduit is used, be protected 
by approved flexible insulating tubing, extending in continuous lengths 
from the last porcelain support to at least one inch beyond the outlet. 
In the case of combination fixtures the tubes must extend at least flush 
with outer end of gas cap. 

This method of wiring should be discouraged as far as possible, 
as it is subject to mechanical injury, is liable to interference 
from rats, mice, etc. As the wires run according to this method 
are liable to sag against beams, laths, etc., or are likely to be 
covered by shavings or other inflammable building material, a 
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fire could easily result if the wires were overheated or if a "short 
circuit " occurred. 

Figs. 11 and 12 show two forms of knobs, the solid knob and the 
split knob. With the former knob it is necessary 
to secure the conductors by means of tie wires; 
the split knob holds the conductor in position 
between the two portions of the knob. While the 
eohd knob costs less than the split knob, the ad- 
ditional cost of the tie wires and the additional 
labor makes the cost about the same. The split 
knob is preferable as the conductor is more se- 
irely held in position. 
Fig. 13 shows details of knob and lube wiring. 

Exposed Wiring on Cleats or Insulators 
This method of wiring is used very extensively in mills, fac- 
tories, and for heavy conductors for feeders, mains, etc., in tunnels 
and in other similar places. 

Where the appearance of exposed wiring is not objectionable, 
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Fig. u 



this is one of the safest, cheapest, and best methods of wirn 
In fact, if properly done, its appearance is far from objectionable. 

The rules of the National Electric Code, governing this cla 
of wiring, are as follows: — 

FOR OPEN WORK. 

(Rules 24 g and 24 j), 
/'( dry placet. 

g. Must have an approvnl rubber ur "sliiw-burtiing wcathrr-proof " 
insulation. (Sec Nos. 41 and 42.) 

A "slow-burning weather-proof" cnvering is considered good enough 
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where the wiree are entirely on insulating supports. Its main object is to 
prevent the copper conductors [rom coming accidentally into contact with 
each other or anything else. 

k. Must be rigidly supported on non-combuatible, non-absorptive 
insulators, which will separate the wires from each other and from the 
surface wired over in accordance with the following table: 




DiHtance lietween 



301 to 550 1 " 4 '■ 

Rigid supporting requires under ordinaiy conditions, where wiring along 
flat surfaces, supports at least every four and one half feet. If the wirea 
are liable to !« disturbed, the distance l«tween supports should be short- 
ened. In buildings oi mill construction, mains of No. S B. & S. gnge wire 
or over, where not liable to be disturbed, may l>e separated about six inches, 
and run from timber to timber, not breaking around, and may be supported 
at each timber only. 

This nile u'ill not ]>e interpreted to forbid the placing of the neutral of 
an Edison three-wire system in the center of a three-wire cleat where the 
difference of potential between the outside wires is not over 300 volts, pro- 
vided the outside wires are separated two and one half inches. 

In damp places, or buildings specially subject to moisture or to acid iir 
other {umet liable to injure the Hires or Ikeir insulation. 

i. Must have an approved insulating covering. 

For prot«ction against water, rubber insulation must be used. For 
protection against corrosive vapora, either weather-proof or rublier insulation 
must be used. (See Nos. 41 and 44.) 
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;. Must be rigidly supported on noiiTCombuatible, non-absorptive 
insulators, which separate the wire at least one inch from the surface 
wired over, and must bf> kept apart at least two and one half inches 
for voltages up to 300, and four inches for higher voltages. 

Rigid Bupporting requires under ordinac; conditions, where wiring over 
flat 8urf««B. supports ut least every tour and one half fpet. It the wires 
are liablo to be disturbed, the distaDce between supports should be shortened. 
In buildings of mill construction, maina of No. 8 B. Sc S. giige wire or over, 
where not liable to be disturlwd, may be separated about six inches, and 
run from timber to timber, not breaking around, and may be supported at 
each timber only. 

It will be seen from the above rule that the use of slow- 
burning, weather-proof wire ia permitted in this class of wiring. 
This insulation consists of two or three layers of cotton braid, 
the inner braid being impregnated with a moisture- repel ling 
compound, and the outer braid, or braids, with a fire- resisting 
compound. The advantages of this insulation are that it is ex- 
tremely cheap and is indestructible. Of course, its insulation is 
not high and cannot be compared with rubber covering in that 
respect; in fact, so far as insulating qualities are concerned, these 
conductors should he treated as though they were bare and the 
insulation should be obtained by means of the supports to which 
L the wires are secured. In passing through floors, partitions, walls, 
J etc., the conductors should be protected by means of porcelain 
tubes or bushings ; where the porcelain tubes or bushings are liable 
to mechanical damage, the tubes should l>c protected by iron pipes. 
In some cases, the inspection authorities permit the use of 
flexible tubing placed in iron pipe for protecting exposed condue- 
tors passing through walls or partitions, but it is not to be ree- 
ommended wherever it can be avoided, as the flexible tubing 
absorbs moisture, and grounds and leakage will take place, par- 
ticularly where weather-proof and slow-burning insulated con- 
ductors are used. 

Where exposed conductors run on the ceiling are liable to 

L mechanical injurj-, as in low ceiling rooms, or where boxes or 

V other materials are stacked on top of each other, the conductors 

I should be protected by metal or wire enclosures, or in other 

fflimilar manner. Where exposed conductors run on the side 

'alls, they should be enclosed (see Rule 24 e, second paragraph) 

D the front as well as on the sides, for a length of not less than 

flix feet from the floiir. and higher in cases where they are par- 
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I'ticularly liable to danger, in damp places and under certain 
f other conditions, rubber wire only is permitted for this class of 
I wiring. It is, therefore, better to consult the local representative 
[- of the Inspection Board before using the slow-burning, weather- 
[ proof wire. 

For small wires from No. 14 to say No. 6 B. & S. gage 

"cleats" are often employed for this class of wiring. A fairly 

Igood type of cleat i^ shown in Fig. li. .As will be seen from 
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I'the cut, the cleat supports both wires, and in a three-wire system 
1 three wires may be secured by the same cleat. The rules 
igDveming the conatniction of cleats are as follows: — 

D B. Cleats. 

a. CoNBTRucTHiN. — Must hold the wire firmly in place without 
fajury to its covering. 

8harp edges which may cut the wire should lie avoided. 
6. Supports, — Bearing points on the surface must be made by 
Midges or rings about the holes for supporting sc-rewa, in order to avoid 
''tracking and breaking when screwed tight. 

c, Material ANt> Test. — Must be made of non-combustible insu- 
Uting material, which, when broken and submerged for 100 hours iji 
^pure water at 70 degrees Fahrenlieit, will not absorb over one half of 
e per cent of its weight. 

'. Marking. — Must have the name, initials, or trade-mark of the 
mufacturer stantped in the ware. 
e. Sizes. — Must conform to the spaciiigs given in the following 



Distance from Wire 
to Surface. 



Diatanne between 

Wires. 

2) inches. 
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This rule will not be interpreted to forbid the placing of the ueutral of 
an Eklison ihree-nire system in the («nl«r of & ihrec-niro cleat where the 
difference of potentiftl betweeu the oulaide wires is not over 300 volts, pro- 
vided the outside wires are separated two and one half inches. 

Care should be taken, in selecting the type of cleat, to avoid 
using one which will injure the wire; the cleat should also be 
strong mechanically and not liable to break in putting it up or 
afterward. As porcelain is quite brittle it is best to select robust 
designs or forms which are not made brittle by grooves or holes. 

For damp places, or buildings subject to moisture or acid 
fumes, and for voltage over 300. the rules require the wires to be 
held at a distance of not less than an inch from the surface wired 
over; as dents are not ordinarily made so as to keep the wires 
that distance from the surface, porcelain knobs must be used 




instead of cleats for such cases. .\a a matler of fad. it is gener- 
ally better and about as cheap to use knobs instead of cleats, 
and the split form should be used for the reasons already given 
under "Knob and Tube Wiring." Fig. 12 shows two good and 
popular forms of knobs. One of these knobs is designed to keep 
the wires 1 inch and another ^g inch from the surface wired over. 

For conductors of No, 4 B. & S. gage, and larger, insulators 
of the clamp, or preferably the rack type of insulator, should be 
used. Fig. 15 shows a clamp type of insulator. Care should be 
tiiken that the distance between the wires, and between the wires 
and the surface, comply with the rules. 

For heavy feeders, and particularly where there are a numbw 
of feeders, the rack type shoukl be employed. .\s this class of 
work is quite important we will discuss it somewhat in detail. 
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Conductors Run ox Racks 

The Conductor. — As already stated, a diflferent kind of insu- 
lation may be used in this method of wiring than is used for 
concealed wiring. In the latter case the insulating covering of 
the wire must be depended upon entirely for the insulation of the 
feeder system; for even if there be an insulating lining in the 
conduit used, this should not be relied on to any great extent 
and should be considered chiefly as an additional protection. In 
the case of exposed work, on the other hand, we may, if we 
desire, depend entirely on the insulator for the insulation of the 
system. For this purpose, then, it is only necessary to have such 
a covering on the wire as will prevent trouble from actual short 
circuits, grounds, or such accidental contacts as might be caused 
by placing a metal bar, monkey wrench, etc., across the conduct- 
ors or from other similar causes. The liability of this occurring 
may be greatly reduced by covering the conductors as a whole 
with wire lathing, galvanized sheet iron, or similar covering. 

There are many kinds of insulating coverings which will 
accomplish this purpose other than rubber. Among these are 
the coverings used on the so-called weather-proof wire, and on 
the historic underwriters' wire. Even two or three wrappings 
of tape around the copper wire might suflice, although this would 
not be as durable and would probably cost just as much as either 
of the others. The weather-proof wire is best adapted for 
outdoor work, as it stands up well under changes of weather, 
moisture, etc. Its disadvantage is that it is not fire-proof. Under- 
writers' wire, on the other hand, is fire-proof, but is not as good 
for the purposes to which the weather-proof wire is best adapted. 
Where the feeders pass outdoors from one building to another, 
weather-proof wire would be better than either rubber-covered 
or underwriters' wire. 

For ordinary inside work (not in damp places) a combination 
of underwriters' and weather-proof insulation called slow-burning 
weather-proof wire, is approved. 

For extremely hot places and where there is danger of fire, 
slow-burning insulation is very satisfactory, but this wire should 
never be used without first consulting the local Inspection Au- 
thorities. 

The rules (as revised in December, 1905) describing the con- 
struction of weather-proof, slow-burning and slow-burning 
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weather-proof coniluctors and the reatrictions and recommenda- 
tions relating to their use, are given in the chapter entitled, 
"CnnductorH." 

Of course there are many cases where it would lie unwise to 
use any insulation other than rubber for this class of work. The 
selection of one or the other depends on many conditions, and 
each case would have to be considered separately and a decision 
made according to the conditions. The point is, however, that in 
exposed work it is possible in some instances to substitute other 
insulating coverings for rubber and thereby make a considerable 
saving in the cost of the feeder system. 

The Insulator. — In this connection this term designates the 
device insulating the conductor from the supporting hanger, rack, 
beam, etc. It ia very rare that any material is used at the present 
time for insulators for interior wiring other than porcelain. Glass 
might be used, but it has many, if not all, of the disadvantages 
of porcelain for this purpose, and more beside, while its only 
important advantage is its lower coat- Porcelain for insulators 
has many advantages. It has high insulating qualities, it is not 
(when glazed) hygroscopic to any extent, it can l>e molded in a 
great variety of shapes and is cheap. Its great diaadvantage is 
its fragility. Therefore, in adopting or designing a porcelain 
insulator for this class of work it is important to select suob 
shapes and forms as will mitigate or avoid this weakness. 

Briefly expressed, the insulator should be " chunky." In fact, 
this word best expresses the idea of the requirement lo which all 
designs of insulators made of porcelain should conform in ordw 
to avoid breakage. Any form of insulator having thin projecting 
edges or lips, or which have been weakened by screw holes or 
grooves, should be discardeit and stouter and more compact 
designs adopted. If this point be not strictly observed, there is 
bound to be trouble. I have known cases 
where a" poor design of insulator has been 
used, and the breakage has been as high as 
20 per cent. i 

Fig. 16 shows a good stout fonn of insula- 
tor for large wires. As will be seen from tbfl 
drawing, this insulator is split so that while 
the wire passes through the center of tha 
insulator, the insulator may be taken out at 
any time in case of breakage and bo replaced by another. 
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The Insulator Rack, Clamp, or Holding Device. — For insu- 
lators of the type shown in Fig. 16, a frame or rack Himilar to 
the design shown in Fig. 17 is njost suitable. This form of rack 
is more expensive than the form shown in Fig. 15, 
but it is more substantial and is better for very 
heavy conductors. As shown in the drawing, this 
consists of angle or T iron, to which are secured 
straps or bars of iron projecting outwardly, into 
which the slot in the insulator fits. On the outer 
side of the rack, each insulator is secured in place 
by separate straps, which at the same time serve to 
stiffen the rack. By removing any strap the cor- 
responding insulator (and consequently the con- 
ductor) may be removed without disturbing the 
remainder. Where such strength and rigidity is not 
necessary, the horizontal straps on which the in- '""' ''" 
sulators rest may be replaced by }-in. or ^in. bolts 
of proper length for the size of the insulator. Of course there is 
no end to the variety of hangers or racks that might be designed 
for this purpose. In some instances many different shapes and 
sizes of racks are necessary for the same run of conductors in 
order to overcome peculiar conditions encountered in the course 
of the feeders. Each rack must, of course, be fitted and adapted 
for its particular location and requirement. 

Method of Supporting Rack or Hanger. — Where there are 
beams, girders, etc., to which the rack supporting the insulator 
may be fastened, it is easy to get a firm support for the racks. 
Beam clamps to which the racks are secureil, may be used, or else 
the beams may be drilled and tapped and the racks fastened in 
place by stout machine screws. This makes u much more secure 
support than if the racks were screwed to wood, and also has the 
advantage of greater security in case of fire, a point which in 
many instances should be borne in mind. 

When the insulating rack must be secured to a brick wall or 
ceiling, care should be taken to obtain a secure fastening. For tliia 
purpose expansion bolts, toggles, or some similar device should Ije 
used. Never depend on a wooden plug for a means of getting a 
fastening for a screw; sooner or later (generally sooner) these plugs 
are bound to get loose and pull out, even if the wood be seasoned. 
They are a "delusion and a snare," and arc the more deceiving 
because they seem fairly firm when first put in the brick. 
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It w tnqatnlly neceMikry to stiffen or guy the rscki where 
tbey are mjbjert to aoy great strain owtog to the pull or weight 
rrf the wimt. Thifl id especially true wheo the feeders change 
their coune (b« in turning a comer). For this purpose iron 
■traps or stout neel wires may be fastened to the ceiling or wall 
»t one end, and Ui t)ie rack at the other end. 

An far as ponaible a direct course or run should be selected 
for the (eedeni, for it m probably even harder to make bends or 
tuma in exptJHed work than it is when the feeders are run con- 
cealed. Avoid crtMiMing any pipes, ducts, etc., whenexer po^ble. 
Steam pipes particularly should lie avoided, as both weather-proof 
and nibl)er iiinulation are affected by high temperatures. The 
conilucbirK nhould nut be allowed In rest or touch anything but 
porcelain (if they have weather-proof or fire underwriters' insula- 
tion) throughout the entire course. 

When the route has been selected, the start should be made 
at the Bwitchlxiard, for there is the greatest congestion and 
there the great^Mt ingenuity must be exercised in order to obtain 
aatisfactory mults. In most cases the switch with which a 
({iven feeder muHt connect is prescribed, and this makes it all the 
more esHentiul to start at the board in order to avoid troseing to 
make the pmpcr connections. 

In all cases where the feeders are large or numerous it is well 
to make a snuiU wurkiiig model of the feeder system, using small 
wire or cord fi>r wires, and pasteboard for racks. It is much 
easier handling No. 18 wire than 1,500.000 cm. and cardboard 
than iron. Then when the course has been properly mapped out 
the racks should t>e set in pluce throughout the entire course. 
When the insulator used is of the type shown in Fig. !6. one half 
of each insulator for each feeder should be set in place in the 
rack, the conductor then being laid on this half and then the 
remaining half of the insulator put in place, and then the straps 
should be fastened in pfmition. This is a much quicker method 
than pulling the wires through the insulator and also avoids 
(tbraaion. Where it is necessary to pass through walls, partitions, 

, the wiroB should be protected (unless covered with rubber) 

rby porcelain sleeves or tubes (preferably split in two parts), 

which arc properly protected from breakage. If the conductors 

be insulated with rubber, sections of lined conduit may be used. 

Figure 18 shows an example of medium-sized feeders rising 
from a switchboard to iho ceiling. In this case the voltage of 
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■ the inatallation was 240 volts and rubbDr-covered wire was used. 

i,The insulators were the ordinary porcelain "knobs," fastened by 

Pmachine screws to channel 

[iron, which in turn was fas- 

iened to the iron frame of the 

^partition. The wires were 

"tied" in the regular manner 

5 the outside of the insulator. 

Figure 19 shows a view of 

tvery heavy feeder coiiducto[>. 

[In this ease the insulator u.si'il 

s of the form shown in !■ i,!;. 

■16, rack being of the do.siirn 

ihown in P'ig. 17. The wire is 

Ktri pie-braided, weather-proof. 

5- 20 shows another view of 

e same installation. 

Molding 
Molding is principally used 
a making circuit extensions in 
umpleted buildings, although 
t is sometimes used for new 
&rork, where the use of cleat 
woric would he objectionjiMo 
rom the standpoint ofupprai- 
[nce, and where it woul<l be 
iapracti cable, dilRcull., or e\- 
iBnaive to install concp:ilcii 
Its principal use, how- 
s for extending circuits 
[pmexistingoutletst.onewnut- 
n offices, stores, lofts, etc. 
The rules of the National Electric Code covering the con- 
■uction of wooden molding and the kind of wire required for 
lolding work are as follows: 

Wooden Moldings (Construction of). 

(For \\'iri»i rule . we No. 24 / and m.) 
[ a. Must have, both nutsidp anil inside, al least two coat^g of waler- 
r Ite impregnalcil wilh a moiature repellent. 
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li. Must be made in two pieces, a barking mid a tapping, i 
afford suitable prnlectioti frorji abra^inu. Must be so conHtnict«d as 



ig, an^^H 




to thoroughly eiK-'aac the wire, be pro\'ided with a tongue not leaa 
ihaii 1-2 inch in thicknesa between the i-nrului-tors, and have exterior 




walls whieh under grooves ahall not be leas than 3-S inch in tliickneaa. 
Mid on tile aides nol less Ihan 1-1 ini-h ia Ihicknesa. 

It is rvcnni mended that only haril-wor.uI nudding Ix? uned. 
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For Holding Work (Wires for). 

/. Must havo an approved rubber insulating covering. (See No. 41.) 

m. Must never be placed in molding in concealed or damp places, 

or where the difTerencc of potential between any two wirea in the same 

molding is oVer 300 volts. 

Ab a rule molding should not be placed directly against a brick wall, as 
the wall is likely to "sweat" ana thus introduce moisture bade of the 

molding. 

Molding should never be used in any place where there is 
dampness, or where there is liable to be dampness at any time. 
For this reason, molding should not be used in cellars, or directly 
on brick walls, elevator shafts, laundries, et'-. The rules forbid 
molding to be run concealed even for short distances, such as 
through partitions, walls, floors, etc. 

Where the circuit work passes through floors, partitions, or 
walls, the conductors should be protected by means of porcelain 
tubes, or with lined (armored) iron conduit, or by plain iron 
pipe lined with flexible tubing. Where the porcelain tut)es are 
liable to mechanical damage, they should be placed Inside of 
iron pipes, as in the case of exposed wiring. In certain cases 
flexible tubes in iron pipes may be used to protect the con- 
<luctor, but as a nile, the porcelain tube should always be used 
when possible. 

Where porcelain tubes are used to protect the conductors 
where they pass through floors, the tube 
should be prolonged for at least a foot 
beyond the floor line; if lined iron pipe 
or plain pipe with flcxilile tubing lie used, 
the pipe should be extended to the first 
outlet, or for a distance of at least five 
feet above the floor line. Where porce- 
lain tubes are used to protect the passing 
through the floor, a " kicking block " or 
box, as shown in Fig. 21 should be in- 
stalled to prevent the porcelain tubes 
from being broken. 

Where wooden molding is nm on walls, it should be protected 
for a height of at least five feet from the floor, by two parallel 
wooden strips projecting slightly beyond the molding, and 
placed at the sides of the same. These protecting strips can be 
dispensed with when the molding is run between door jump, 
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door triniB, or in corners, or in other places wliere it would not 
be liable to mechanical injury. 

A combination method of wiring, using molding in conjunc- 
tion with flexible tubing, ia frequently employed. In such caaes. 
flexible tubing is utilized for the vertical portions oftlie circuit 
where such tubing can lie readily installed, and molding used 
for the ceiling portions of the circuit where it might he difficult 
to conceal the wiring. 

A better combination would be one in which mot<fing was 
used in conjunction with rigid conduit, or with flexible steel con- 
duit. In such cases, it is necessary to install an iron outlet box 
at the junction of the molding and metal conduit, an approved 
lock nut and bushing lieing installed at the end of the iron pipe. 
A combination of molding or flexible tubing, or conduit, is fre- 
quently employed in apartments, hotels, office buildings, etc., 
of non-fireproof construction, where wiring had not been orig- 
nally installed. In such cases, the molding may be run in a 
cornice in the hall; as it might be objectionable to have the work 
exposed in the room, "taps" could be made In the molding oppo- 
site to each room, and the circuit extensions from the molding 
to the center outlets in the nmrn could be run conceale<l in flexible 
tubing or conduit, "fishing" the wires from the molding to the 
ceiling outlet. An illustration of this method is shown in Fig. 
22. 

As single-braided wire is allowed in molding, and as double- 
braided wire is required for the metal conduits, it would be nec- 
essary in all cases where a combination of moldings and rigid 
conduits were used, to use double-braided wire throughout, or 
else splice to dotilile-bruided wire at the junction box. 

As stated in the rules, ni I the r- insulated conductors only sn 
allowed for molding work, and weather-proof and slow-burning' 
conductors should never be employed. .\s already stated, coi>»' 
ductors for molding need only have a single outer braid ovBf 
the rubber insulation. 

The molding should be carefully selected, and should be 
free from knots and other defects, and of form, material, and 
designauitabiefor the place where it is to be used. If the mold- 
ing is to l>e unpainlcd, it should be of Georgia pine, ash, or oaky. 
unless appearance is of no importance. For ordinary cases,, 
soft woorl molding, such as white wood, spruce, etc.. is generally 
used, and should he piiinted as required by the rules. While the 
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niles recommend tlie use of hard-wood molding, comparatively 
littie hard-wood niokling is used. Georgia pine, oak, or aira- 
ikr hard-wood moldings cost approximately twice as much as 
the soft-wood molding. 

The use of wooden moldings in new buildings is not to be 
recommended for the reason that wooden molding is not usually 
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fire-proof, and it would be better to run the conductors concealed 

in some form of conduit; if the circuit work were installed at the 

time the building were erected, it would cost but little more 

than molding, and would be much more substantial. In some 

cases, however, wooden molding might be provided in a new 

building on the ceiling as a means of a^ording facililles for making 

t connections to outlets over desks, tables, etc., where it would be 

I' impossible to locate the outlet exactly before the building was 

Epiastered. In such cases, the molding could be installed on the 

dling at a distance of 18 to 24 inches from the walls, forming 

t, rectangle on the ceiling. An approved form of rosette, such as 



38 ELECTUIC LIGHT WIRING 

shown in Fig. 23 could then be installed at any point without 

disfiguring the ceiling. 

As far ns possible, circuits run in molding should be arranged 
symmetrically on the ceiling 
and walla, and should follow 
s(jnie general design or 
scheme, as indicated in Fig. 
24. If necessary, blank or 
empty molding should be 
installed so as to complete 
the design. While this adds 
.slightly to thecost.it greatly 
improves the appearance of 
the work. Of course, this 
method would not be fot- 
^^ lowed in factories, or, in 

other places where the 

appearance was of little or no importance. 

Figs. 25 to 26 show some new devices used for molding work. 
The various sizes of two and three-wire molding are shown 
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i-In tigs. 27 and 28. These moldings itre shown quarter the full 
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\ In private houses, and in certain cases, special molding 

li^ould be provided to match the woodwork, ceilings, walls, etc., 

'i the room, and should be specially designed to suit the condi- 



I 



HIS. Molding with this sijecial capping can be obtained, 
may be made to order 
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Where molding in secured to lath and plaster, the usual 
method is to bore small holes m the plaster and to use long, thin 
screws; this method is not to be recommended where a better 
and more substantial means of support can be obtained. 

On brick walls, it is usual to drill the brick and to insert 
wooden plugs to which the molding is fastened. In terra-totta 
arches, partitions, and in lathed partitions or ceilings, the mold- 
ing should be secured by means of toggle joints. The molding 
should be fasteneti every 18 to 36 inches, depending upon the 
siae of the molding, and for the very large sizes it should be 
fastened even more closely. 



Relative Cost of Various Method.s of Wiring 
The relative coats of the various methods of wiring outlined 
in this chapter are given approximately herein below. The actual 
cost is not given in each case, for the reason that owing to varia- 
tions in price of conduit, copper, and of labor, it would be prac- 
tically impossible to give figures that would be of any value. As 
a rough guide, however, the figures given will be valuable in 
selecting a given method of wiring for a particular case, where 
the cost must be carefully considered. 

The coat of circuit work mn in conduit is taken as unity, as 
that is perhaps the most usual, and also the most expensive, 
method. The cost of the other methods of wiring are expressed 
in a percentage or a fraction of unity. 

The figures given include all labor and materials, and must be 
considered as approximate only, as they cover average conditions. 



Method of Wiring 


ReUliveCort 
in per cent 


















Greenfield flexible conduit 












Cleat work 




Flexibk tubing 










CHAPTER III 
CONDUCTORS 

For interior wiring copper conductors have been used exclu- 
sively. Aluminum conductors would, of course, be out of the 
question owing to the increased cost in the rubber covering 
required; and where a conduit system was used the increased 
size of the conduit would be a fatal objection to aluminum or to 
any other material having a higher resistance than copper, owing 
to the increased size necessary to attain the same conductivity. 
The wires, therefore, should be of refined copper of the highest 
commercial conductivity (not less than 97 per cent), and should 
be properly tinned. The tinning process involves ** pickling'' 
the copper by running the conductors through a solution of 
acid to remove scale, rust, etc., so that the wire will be perfectly 
clean and bright; the conductors are then passed rapidly through 
a bath of molten tin and come out with a thin coat of bright tin. 
This tinning also makes it simpler and easier to make soldered 
joints and splices on the wire. For conductors up to sizes as 
large as No. 8 B. & S. gage, solid conductors may be used. 
For all conductors of sizes larger than No. 8 B. & S. gage, the 
necessary conductivity should be obtained by conductors made 
up of strands of smaller wires. (See table of wire equivalents, 
page 42.) The size of these strands should depend upon the size 
of the conductor and the conditions under which it is to be used. 
Where conductors are very large (as for example in the case of 
dynamo leads), and where it is essential that they should be as 
flexible as possible, strands as small as No. 20, or even 22, B. & S. 
gage may be used. Conductors for flexible cords, pendants, fix- 
tures, etc., should also consist of very fine strands, so that they 
may be perfectly pliable and flexible. The individual strands for 
a No. 16 B. &. S. gage, flexible cord should be as fine as No. 30. 

The maximum current allowed by the National Board of 
Fire Underwriters, to be carried by conductors of various sizes, 
is given in the table on page 43. 
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: ol conductor d«aind : 



TABLE OP WIRE EQUIVALENTS. 

InwinK Table, find in tlie verlicaJ column af Left ihe 

ipondiop aumbitr *t top of column niil give the number uf Mruds of that aiw 

Tt- L. -TidBr irregulsr iii'U« line give the sue numbers of two com 

conductiviiy an the corregpoiidinc emiducuir in Igft-liuid doIuii 



M'HiER or Coi 
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Table A. Table B. 

Rubber Other 

Insulation. Insulations. 

See Rule No. 41. See Rule Nas. 42 to 44. 

B. & S. G. Amperes. Amperes. Circular Mills. 

18 3 5 1,624 

16 6 8 2,583 

14 12 16 4,107 

12 17 23 6,530 

10 24 32 10,380 

8 33 46 16,510 

6 46 65 26,250 

5 54 77 33,100 

4 65 92 41,740 

3 76 110 52,630 

2 90 131 66,370 

1 107 156 83,690 

127 185 105,500 

00 150 220 133,100 

000 177 262 167,800 

0000 211 312 211.600 

Circular Mills. 

200,000 200 300 

300,000 270 400 

400,000 330 500 

500.000 390 590 

600,000 450 680 

700,000 500 700 

800.000 550 840 

900.000 600 920 

1,000,000 650 1,000 

1,100,000 690 1.080 

1,200,000 730 1.150 

1,300,000 770 1,220 

1,400,000 810 : . . . .1.290 

1,500,000 850 i.:m) 

1,600,000 890 1.4;W 

1,700,000 930 1,490 

1,800,000 970 1,550 

1,900,000 1,010 1,610 

2,000,000 1,050 1,670 

The lower limit is specified for rubl.)er-covered wires to prevent gruduul 
deterioration of the high insulations by the heat of the wires, but not from 
fear of igniting the insulation. 

For all interior wiring, conductors should have a covorinj: 
which shall act both as an electrical insulator and as a mechanical 
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protection. In some cases, however, the covering may be such 
that its insulating qualities are of secondary consideration; in 

tliese cases, however, the insulation must be obtained by means 
of proper insulating supports. The various commercial forms 
of insulation now in use for conductors are as follows: 

Rubber insulation with an outer protecting braid or tape; 
weather-proof insulation; Fire Undenvriters' insulation; 
burning, weather-proof insulation. 

Number, Diuenbionb, Length and Rbsistance or Peas 

Copper Wire (Solid) 

(Copyright. 1897. by H. W. Fisher) 



tape; 





Diam 


Area 


Weight 


Length 


ticwinlobmBat 6*f F. 


8.0 
No. 


In 


Cirtiular 


Lbs. per 


Feet 


Feel 


Ohms per 




MUh. 


Mile. 


1000 ft. 


per lb. 


per ohm 


1000 ft. 


per lb. 




» 


b 


c 


d 


e 


f 


E 






211600. 


640.5 


1.561 


20440. 


.04893 




fMKI 


409.6 


167800. 


.^08.0 


1.969 


16210. 


.06170 


.0(XjI215 


00 


304.8 


133UX)- 


402.8 


2.4S2 


I2S50. 


.077W] 


.fKK)1931 





324.9 


10.1500. 


319-5 


3-130 


10190. 


ms\ 1 


.(KHI3I)7! 


1 








3.04T 


8DBS- 


-1237 


0004683 


2 


257,6 


66370, 


200.9 


4.977 


6410. 


,1560 


,0007765 


3 


229-4 


52630, 


159.3 


6.276 


5084. 


.1967 


•001235 




204.3 


41740- 


126-4 


7.914 


4031. 


.2480 




.■> 


181,9 


33100. 


100.2 


9,980 


3107. 


.31 2S 


,003122 


9 


16S.0 


>68»- 


79.46 


ISSB 


2135. 


.3944 


.004988 




144-3 


20820- 


63,02 


15.87 


2011. 


.4973 




H 


128-5 


16510. 


49.98 


20.01 


1595. 


.6271 


.01255 


9 


114,4 


13090. 


39-63 


25.23 


1265. 


.791 KS 


.01995 




101,9 


10380. 


31.43 


31.82 


1003. 


.9972 


.03173 


11 


M.T4 


89S4. 




40.1S 


706,3 


1,S6T 




^?. 


80.81 


6530. 


19.77 


50.59 


6.30.7 


1.586 


.08022 




71.96 


51 78. 


15.68 


63-79 


500.1 


1.999 


.1270 








12.43 ■ 


80.44 


396.6 


2.521 




15 


57.07 


3257. 


9.858 


101,4 


314.5 


3.179 


.3225 


i« 


10 J2. 


2se8, 


781S 


187,9 


S«.4 


4.(K» 


.tl2S 


=L 


45,26 


2048, 


0.200 


161.3 


197.8 


5.05.1 


.8153 



The data in the columns headed by the letters c, d, _, .. „. 

upon the report oF the Committee on "Units and Standards" of ths ' 
American Institute of Electrical Enipnoen*. printed in the supplement at 
Traniaaioju, Oclober, 1803, as Dr. Matthicssen's correct standard. The 
weights of stranded conduutora of a given teHi8tani.-e per 1000 feet vary with 
the numlwr and size of wires used and the method of laying them up, henoe > 
no formuhe are given under any of the columns involving the weight, atul the 
above figures are only approidmate. 
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Rubber-Covered Conductors 

■ 

Rubber-covered conductors should have, in addition to the 
rubber covering placed next to the conductor itself, an outer, 
protective covering of cotton braid; the outer covering to act 
merely as a mechanical protection. 

The rubber covering ordinarily used for insulating conductors 
is not pure rubber, but consists (or, more correctly, should consist) 
of a compound containing from 20 to 35 per cent of pure rubber. 
The best India rubber (caoutchouc) is obtained from the Amazon 
Valley and is called Para. This Para gum, if used in the pure 
state, would be difficult to place on the conductor, would not be 
durable, and would deteriorate very rapidly, particularly at tem- 
perature above 120° F. For these reasons it is mixed with 
other materials, such as French chalk (talc), silicate of magnesia, 
sulphur, red lead, etc. The French chalk is the principal ingre- 
dient and makes the rubber easier to work. The sulphur is added 
for the purpose of vulcanizing the rubber. This process of 
vulcanization consists of raising the rubber compound to a tem- 
perature (about 240 to 280° F.) at which the sulphur melts and 
combines with the India rubber. The result of this combination 
makes the rubber stronger mechanically, and tends to prevent 
or retard decomposition which, under certain conditions, takes 
place at comparatively low temi)erature with unvulcanized rubber. 
The vulcanization is usually performed after the rubber and braid 
is placed on the conductors. 

The India rubber used for making the rubber compound for 
insulating conductors should be pure Para gum, and not less 
tlian 20 per cent nor more than 40 per cent should be used in 
order to obtain a good compound. It is frequent practice to use 
"reclaimed,'' or old rubber, together with some pure gum for 
insulating conductors. This insulation is difficult to detect when 
new, but it deteriorates rapidly and loses its insulating qualities. 

The advantages of rubber insulation for conductors are, that 
it is water-proof, flexible, fairly strong, and has high insulating 
qualities. Its disadvantages are that it does deteriorate more or 
less rapidly (depending upon the quality of compound used) and 
that it will not stand temperatures over 140° F. without rapid 
deterioration. All things considered, however, it is quite satis- 
factory (except in certain cases) for conductors for interior 
wiring. The practice among American manufacturers of rubber- 
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covered conductors for interior work differa on two points. Some 
ntaauracttirers put two layers of rubber on tlie conductor, and 
others but one layer. In the former class the inside layer consiste 
of a thin skin of nnn-vulcanized nibber, and is called a core. 
This layer i» usually of very pure rubber and contains no sulphur 
or other material liable to injure the copper conductor. A 
coloring material is usually added to the mixture in order to 
designate the grade or make of wire. From this practice origi- 
nate terms of "red core." "white core," etc., derived from the 
color of the inside rubber layer placed on the wire. Over this 
inside thin core is placed the second and principal insulating 
layer. The advantages claimed for this method of inauiation 
are that it tends to prevent deterioration in the tinning of the 
wire, and that by placing the rubber on the conductor in two 
layers the probabilities of pin holes, or similar defects, in both 
layers at the same point, are considerably less than in the case 

Lwith conductors insulated with but a single layer. The total 
[thickness of rubber insulation is usually the same for the same 

rgrade of wire, whether the rubber is put on in a single layer or 
in two layers. 

Where but one layer of nibber is used, it is sometimes put on 
in such a manner as to be seamless; in other cases it is -laid over 
the conductor and has a seam on one side. In the former case 
the wire passes through a die, and the rubber, which is heated, is 
pressed in the hydraulic pressure around the condurtor in such 
a manner as to form a homogeneous mass without seam or 
joint. 

The following are specifications adopted by certain manufac- 
turers, for a high-grade 31) per cent insulating compound for 
rubber-covered conductors: 

J^PVXIFICATIONS FOR 30 PER CENT RuBBER I N'SU LATINO COMo 

pouND FOR Wires and Cables 
The comjwund shall contain not leas than 30 per cent by . 
eight of dry fine Para rubber, without any reclaimed or soft 
tibber. The composition of the remaining 70 per cent shall be 
^eft to the discretion of the manufacturer. 

Chemical. — The vulcanized rubber compound shall contain 
not more than 5 per cent by weigh! of extractive matter. 

Mechanical. — The nibber insulation shall be homogeneous 
lin character, shall be placed concentrically about the conductor. 
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and shall have a tensile strength of not less than 800 pounds per 
square inch. 

TABLE GIVING OUTSIDE DIAMETER OF RUBBER-COVERED 
CONDUCTORS BASED ON NATIONAL CODE REQUIRE- 
MENTS AS TO THICKNESS OF RUBBER AND BRAID 



B. & S. G. 



14 

12 

10 

8 

6 

5 

4 

3 

2 

1 



00 

000 

0000 

Circular Mils 

250,000 

300.000 

350,000 

400,000 

450,000 

500,000 

600.000 

700,000 

750.000 

800.000 

900,000 

1,000.000 

1,100,000 

1,200,000 

1,300,000 

1,400,000 

1,500,000 

1 ,600,000 

1 ,700,000 

1.800,000 

1,900,000 

2,000.000 



DIAMETBR OVER ALL 



Standard 
Strand ings 



7-16 " 
1-123^ 8-16 
1-12X 6-14 

7-12 
1-lOx 6-12 
I-llx 6-10 

20-14 
3-10x11-12 
1-10x18-12 

16-10 

19-12 

30-11 

36-11 

33-10 

48-11 

54-11 

60-11 

72-11 

84-11 

91-11 

48-8 
30-8x22-10 

61-8 

66 No. 8 

72 No. 8 

79 No. 8 

85 No. 8 

91 No. 8 

96 No. 8 

161 No. 10 

108 No. 8 

179 No. 10 

61 No. 8 & 74 No. 9 



Double Braid 
Inches 



A sample of vulcanized rubber compound, not less than four 
inches in length, sliall be cut from the wire, with a sharp knife 
held tangent to the copper. Marks shall be placed on the sample 
two inches apart. The sample shall be stretched until the mark.*? 



are six inches apart and then immediately released: one minute 
after such releiise, the marks shall not be over 2J inches apart. 
The sample shall then be stretched four limes its original length 
without rupture, and on release the marks shall not be over 2i 
inches apart. 

Electrical. — Each and every length of conductor shall comply 
with the requirements given in the following tables. The tests 
shall be made at the works of the manufacturer when the con- 
duf^tor is covered with vulcanized rubber, and before the appli- 
cation oj tape, braid, or other coverings. 

Tests shall be made after at least 36 hours' submersion in 
water and while still immersed. The insulation test shall follow 
the voltage teat; shall be made with a battery of not less than 100 
nor more than 500 volts, and the reading shall be taken after one 
minute's electrification. 

Inspection. — The purchaser may send to the works of the 
manufacturer, a representative, who shall be afforded all neces- 
sarj- facilities to make the above specified electrical and mechan- 
ical tests, and, also, to assure himself that the 31) per cent of 
rubber above specified is actually put into the compound, but 
he shall not be privileged to inquire what ingredients are used 
to make up the remaining 70 per cent of the compound. 

30 PER CENT RUBRGK CoMPaCN'D VuLTAQE TEST 





Thickaeas of Insulation in IncheB 
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4500 


6000 


7.T00 


9000 


12000 


15000 


18000 
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24000 


27000 
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6250 


67«) 


8250 
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12750 


15750 
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Megohms per Mile — 60 Deo. F. 
One Minute Electrification 





A 


A 


A ^\ 


.'i 


A 


^2 


A 


I'l 


1000000 C. M. 


• • • • 








530 


600 


730 


855 


975 


900000 " 












555 


625 


760 


900 


1025 


800000 " 












585 


650 


800 


950 


1075 


700000 " 












620 


700 


850 


1000 


1150 


600000 " 












675 


750 


900 


1075 


1200 


500000 " 










625 


720 


800 


975 


1150 


1300 


400000 *' 










700 


800 


900 


1100 


1250 


1400 


300000 " 










800 


900 


1000 


1200 


1400 


1600 


250000 " 










850 


960 


1100 


1300 


15(X) 


1700 


JStrd. 








'8( 


K) 950 


1050 


1175 


1400 


1600 


1800 








8/ 


iO 1050 


1150 


13(X) 


1500 


1800 


2000 


2 <( 

4 << 








9( 


)0 1150 


1275 


1400 


1700 


1900 


2150 








lOl 


K) 1250 


1400 


1550 


1800 


2100 


2350 


1 Solid 








13( 


X) 1500 


1700 


1900 


2200 


2500 


280tf 


2 " 






i266 


14( 


X) 1600 


1850 


2050 


2400 


2700 


3000 


3 " 






1300 


15( 


X) 1800 


2000 


2200 


2600 


2950 


3250 


4 '* 






1400 


17( 


K) 2000 


2200 


2400 


2800 


3150 


3450 


5 " 






1550 


18^ 


>0 2150 


2400 


2600 


3000 


3400 


3700 


6 " 






1700 


20( 


X) 2300 


2600 


2800 


3250 


3600 


3975 


8 " 


ieoo 


2000 


24( 


X) 2700 


3000 


3300 


3750 


4150 


4500 


9 " 


1800 


2200 


26C 


X) 2900 


3250 


3500 


4000 


4400 


4790 


10 " 


2000 


2400 


28( 


X) 3250 


3500 


3750 


4250 


4700 


5050 


12 " 


2300 


2800 


32( 


)0 3600 


3950 


4250 


4800 


5250 


5600 


14 " 


2700 


3250 


37( 


X) 4100 


4500 


4800 


5350 


5850 


62.50 



NOTE : The above are conHerv-ative figures, and no compound containing 30 per cent of 
dry fine Para rubber should give lower results. 

Weather-proof Insulation 

Weather-proof insulation consists of two or more layers of 
cotton, impregnated with a moisture-resisting compound con- 
taining asphaltum, or some other similar material. This insula- 
tion is the same as that used for outside conductors for overhead 
line-work. Its advantages are, that it is cheap, very durable, 
and does not deteriorate (unless subject to high temperatures, 
which are apt to melt the compound). Its disadvantages are, 
that it is more or less inflammable and has not high insulating 
qualities. 

For the reason that this insulation is inflammable, care should 
be taken in the use of conductors covered with it at points where 
any considerable number of the conductors are brought together; 
or where there is much woodwork or other combustible material. 
It is particularly adapted for use in tunnels, in the cellar of fire- 
proof buildings, etc. It is also particularly adapted for use in 
breweries, for open sheds and buildings, and in places more or 
less subject to moisture or dampness. This insulation should 
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rather be called covering, as it is more iii the nature of a 
mechanical protection to the wire and prevents short circuits 
and grounds, which might occur if a bare copper wire were 
used. It is needless to say that the conductors having this type 
of insulation should never be used in conduits, nor, in fact, in any 
oilier way except exposed, on porcelain or glass insulators. Care 
should be taken throughout that the conductors are carefully 
isolated from other conductors, pipes, or any conducting material. 

Conductors having weather-proof, slow-burning, and under- 
writers' insulation are usually sold by the pound, including the 
conductor covering. The market price of conductors having 
weather-proof insulation usually varies (when purchased in large 
quantities) from fifteen to twenty-eight cents a pound, depending 
upon the market price of copper. 

The rules of the National Board of Fire Underwriters govern- 
ing this class of insulation are giveu in rule 44 of the National 
Electric Code, as follows: 



44. Weather-proof Wire, 

a. The insulating covering shall consist of at least three braids, all 
of which must be thoroughly saturated with a dense moisture-proof 
compound, applied in such a manner as to drive any atmospheric mois- 
ture from the cotton braiding, thereby securing a covering to a great 
degree water-proof and of high insulating power. This compound must 
retain its elasticity at degrees Fahrenheit and must not drip at 160 
degrees Fahrenheit. The thickness of insulation must not be less than 
that required for "slow-burning weather-proof wire," and the out«r 
surface must be thoroughly slicked down. 

This wire is for use out-doors, where moisture is certain and where fire- 
proof qualities are not necessary. 

Slow Burning or Fire U.vder writers' Insulation 

This insulation consists of cotton braid treated with a fire- 
resisting compound containing white lead, or a cheaper substitute 
containing oxide of zinc and chalk. The advantages of this 
type of insulation are, cheapness, durability, and incombustibility. 
Its disadvantages are, that it absorlis moisture somewhat readily, 
particularly if inferior materials are substituted for the white 
lead in the insulating compound, and it has not high insulating 
qualities. It should be installed in the same manner that the 
weather-proof conductors are installed, viz., exposed on porcelain 
or glass insulators. Unlike weal her-proof insulation, however. 
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TABLE OF DOUBLE AND TRIPLE COVERED WEATHER-PROOF 

WIRE AND CABLE 

Solid Conductors 



Size 


rOUNDS PER 


lUUU rEET 


B. & S. Gage 


Double Covered 


Triple Covered 


No. 14 


20 


25 


12 


30 


35 


10 


46 


53 


9 


54 


62 


8 


66 


75 


6 


100 


112 


5 


122 


135 


4 


151 


164 


3 


185 


199 


2 


239 


260 


1 


294 


316 





377 


407 


00 


467 


502 


000 


587 


629 


0000 


723 


767 



Stranded Conductors 





Pounds per 1000 Feet 


Size 






B. & S. Gage 


Double Covered 


Triple Covered 


No. 8 


68 


78 


6 


103 


115 


5 


126 


140 


4 


155 


170 


3 


190 


206 


2 


246 


270 


1 


303 


328 





388 


424 


00 


482 


522 


000 


604 


653 


0000 


745 


800 


CM. 


■ 




250,000 


907 


985 


300,000 


1083 


1174 


350,000 


1248 


1345 


400,000 


1436 


1553 


450^000 


1601 


1724 


500,000 


1765 


1894 


600,000 


2093 


2235 


700,000 


2471 


2650 


750,000 


2635 


2822 


800,000 


2799 


2992 


900.000 


3127 


3322 


1,000,000 


3456 


3674 


1,500,000 


5098 


5380 


2,000,000 


6690 


7008 
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it shouid not be installed in dump or moist places on account c 
its hygroscopic qualities. While both the weather-proof and 
underwriters' insulation depend upon the insulator supporting 
the cables and not upon the insulation on the conductors them- 
selves for the insulation of a system; nevertheless, it would be 
unwise to install underwriters' insulation in very damp places 
because of the liability of wires, boards, etc., accidentally getting 
across the conductors and thereby causing leakage. As a matter 
of fact it should only be used after consulting the local inspec- 
tion authorities. For dry temperatures of 130 d^rees and 
upwards, it would be advisable to use conductors having this 
kind of insulation as it does not deteriorate at ordinarily high 
temperatures, such as would entirely destroy rubber insulation 
and which would soften weather-proof insulation. 

The rules and recommendations of the National Board of 
Fire Underwriters, governing this class of insulation, are given 
under Rule 43 of the National Electric Code as follows: — 



43. Slow-buming Wire. 

a. The insulatioti muat consist of layers of cotton or other thread, 
all the iritsrslices of which must be filled with the fire-proofing com- 
pound, or of material having equivalent fire-resiating uiid insulating 
properties. The outer layer must be braided and specially designed to 
withstand abraaion. The thickness of inaulation must not be less than 
that required for "Slow-Burning Wenther-prouf Wire," and the outer 
surface must be finished smooth and bard. 



f the Iire-proo6iig compound must not lie bub- 
ceptible to moiature, and must not bum e\'en when ground in an oxidixable 
oil, making a compound which, while proof Dgaioat fire and moisture, at 
the same time has considerable elasticity, and which when dry will suffer 
no chan^ at a t«n]peratut« of 250 degrees Fnhrenhcit, and which will not 
bum at even a higher temperature. 

" 8!ow-l)uming wire" must not \ie used without special permission from 
the Inspection Department having jurisdiction. 

This is practically the old so-called " undemiritere' " insulation. It is 
especially uaeful in hot, dry places where ordinary insulations would perish, 
and where wires ace l>unched. as on the baek of a lai^ switchboard or in a 
wire tower, so that the accumulation of rubl«r or weather-proof insulations 
would result in an obj eel ionu tile large mass of highly inflammable material. 
Its use is restricted, as its insulating ijiialities arc not high and are diminiahed 
by ffloiature. 

The weights of the slow-buming wire are approKlrnatcly the satne as the 
weights of triple-braided weather-proof conductor given herein above. 
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Slow-Burning Weather-proof 

This type of insulation consists of a combination of the 
Weather-proof and Underwriters' Insulation. In all cases the 
layer of Underwriters' must be on the outside with an inside 
layer of weather-proof insulation. The fire-proof coating com- 
prises about six tenths of the total covering. Where the fire-proof 
coating is on the outside the wire is known as weather-proof 
slow-burning, and vice versa. This type of insulation is used 
where the conductors are to be run exposed and where moisture- 
resisting qualities are wanted, and where at the same time it is 
wished to avoid an excess of inflammable covering on the con- 
ductors. These conductors should also be set exposed on porce- 
lain or glass insulators in all cases. 

The rules and recommendations of the National Board of Fire 
Underwriters, as modified in December, 1905, governing con- 
ductors having this class of insulation, are given in rule No. 42 
of the National Electric Code, as follows: — 

42. Slow-burning Weather-proof. 

The wire is not as burnable as " weather-proof," nor as suV>- 
ject to softening under heat. It is not suitable for outside 
work. 

a. The insulation shall consist of two coatings, one to be fire-proof 
in character, the other to be weather-proof. The fire-proof coating must 
be on the outside and must comprise about six tenths of the total thick- 
ness of the wall. The completed covering must be of a thickness not 
less than that given in the following table for B. & S. gage sizes: 

From 14 to 8, inclusive, -^/ 

From 7 to 2, inclusive, ^/ 

From 2 to 0000, inclusive, // 

From 0000 to 500,000, e. ra. // 
From 500,000 to 1,000,000, c. ra. ,'/ 
Larger than 1,000,000, cm. j '^ 

Measurements of insulating wall are to be made at the thinnest 
portion of the dielectric. 

This wire is not as burnable as " weather-proof,'* nor as subject to softening 
under heat. It is not suitable for outside work. 

b. The fire-proof coating shall be of the same kind as that required 
for "slow-burning wire," and must be finished with a hard, smooth 
surface. 
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c. The weather-proof coating shall consist of a stout braid, applied 
and treated as required for "weather-proof wire." 

The weights of various sizes of slow-burning weather-proof 
wire are given in the following table: — 



TABLE OF SLOW-BURNING WEATHER-PROOF SOLID WIRE 



B. & S. Gage 


Weight per 1000 ft. lbs. 


x\o. 14 


30 


12 


42 


10 


60 


8 


85 


6 


127 


5 


155 


4 


190 


3 


230 


2 


280 


1 


340 





462 


00 


562 


000 


710 


0000 


862 



The weight of weather-proof slow-burning solid wire (having the weather- 
proof insulation inside) is about 5 per cent heavier than the weights in the 
above table. 



CHAITER IV 
FUSES AND SAFETY DEVICES 

Even in the earliest stages of electric wiring it was evident 
tliat some means must be provided for protecting electric con- 
ductors, appliances, and machinery from excessive currents and 
overloads. For this purpose short lengths of metal conductors 
having a low fusing point were placed in circuit with the conductor, 
and were so designed that a slight increase in current above the 
normal amount would melt the fuse and open the circuit. 

As lead, tin, or some alloy of these metals was found to answ-er 
this purpose admirably, owing to their low fusing point, they 
were adopted for this purpose and have continued in general use 
up to the present time, although zinc and aluminum are now 
used to a certain extent; copper and platinum are also used in 
certain cases, the former for very heavy currents and the latter 
for very light currents. 

Until recently comparatively little attention has been given 
to fuses and their manufacture, but in the last four or five years 
material advance has been made both in their manufacture and 
their use. As already stated the earliest form of fuse consisted 
of short lengths of fuse wires; they were soon replaced by the 
Edison fuse plug, which was devised by Edison in the early 
eighties. This device had many important advantages, as it 
was interchangeable, it could be safely and quickly installed and 
easily replaced, and, being enclosed, it was safer. Although this 
fuse was first brought out over twenty years ago, it still continues 
in use in practically its original form, although the original 
wooden plug was replaced later by a glass plug, and still later by 
a porcelain plug; indeed it is unquestionably used to a greater 
extent to-day than any other type of fuse. It is not particularly 
accurate or reliable, however, owing to its extremely short length; 
it is fairly high in first cost, and neither adapted nor allowed for 
potentials over 125 volts, except on Edison three-wire systems 
with grounded neutral. It Ls also limited in capacity to about 
60 amperes, being impracticable for large currents. 



ELECTRIC LIGHT WIRINU 

Sometime after the introduction of the Edison fuse plug, 
open link fuses were made up with copper terminals, which was 
a considerable improvement over the fuse wire without tenninala. 
These open fuses had the advantages of low first cost and of being 
readily detected when disrupted or blown. 

The disadvantages of the open-type fuses are the violence of 
their disruption when short-circuited, or even if ordinarily over- 
loaded, the danger of fite, of personal injury, and the disfigure- 
ment of the cut-out bloL-lt or panel. 

Numerous otiier types of uses were brought out at various 
times, which were protected in various ways, some having rubber 
tubing over the fuse wire, others being placed on or between 
blocks of porcelain or similar material. None of these fuses 
were used to any great extent, however. 

About 1895 a form of fuse and holder was introduced which 
was used to a considerable extent and was generally known bb 
the removable fuse holder cut-out. This device consisted of a 
block of porcelain to which were secured knife blades at each end 
which would fit into corresponding clips on the panel-board. The 
two fuses corresponding to the two legs of the circuit were inserted 
between screw contacts, forming extensions of the knife blades, 
the two fuses being usually separated by a ridge or bar molded 
on the porcelain block. 

These fuses were used to a very considerable extent and had 
the advantage of l>eing easily removed and the fuse quickly 
replaced at a very low cost. A small stock of these fuse holders 
could be kept on hand and, when a fuse blew, the holder could 
be removed and at once replaced by another holder already 
fused. The fuse could then be replaced in the first fuse holder 
at any leisure moment. 

These fuse holders, however, were difficult to make bo as to 
secure perfect alignment with the knife contacts on the panel- 
boards. They were also expensive, the porcelain holders were 
easily broken, and, being special were difiicult to replace. They 
are not now approved by the National Board of Fire Under- 
writers. 

Aa already stated, all the various types of fuses have been 
'more or leas unreliable and inaccurate. These defects liave been 
due to variations in the alloy, defective and improper manufac- 
ture and rating, without due allowance for the length of fuse and 
for tlie size and form of the fuse Icmiimils. All three of these 
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factors (idS^Ii of fuse and the form and size of terminal) play a 
very important part in tiie behavior of a fuse and should be the 
subject of careful consideration and accurate calculation. These 
matters are now given much more attention than formerly, with 
the result that considerable improvement has been made in all 
these respects. 

The greatest recent advance, however, in the manufacture 
of fuses has been the introduction of the so-called cartridge fuse. 
When the 220-volt lamp was put on the market and began to be 
used, great trouble was found in obtaining satisfactory fuses for 
protecting the branch circuits and mains. Both the Edison fuse 
plug and the open-hnk fuse would "arc" and disrupt violently 
at this voltage, and the open fuse would frequently blow the ad- 
jacent, fuses. 

The cartridge fuse consists of a fuse centrally placed in a tube 
of vulcanized fiber, paper, or similar material, having the fuse 
terminals connected with suitable contact pieces to the ends of 
the tubes. The tubes are either wholly or partly filled with a 
peculiar light porous material which in some cases closely re- 
sembles chalk and in other cases appears to be a mixture of a 
chalk with soapstone and other substances. 



p^iwvxRei 




Fig. 29 . 

When a fuse of this type is blown by a short circuit or over- 
load current, the formation and maintenance of an arc is prevented. 
This preventive action is usually meclianical, but with some kinds 
of filling material a chemical action takes place between the 
melted fuse and the filling; in other cases the fuse blows in a 
small air chamber. (See Fig. 29.) 

It is unquestionably true that an arc is prevented by the 
cartridge fuse and that this type is far more accurate and blows 
more nearly at the proper point than other type of fuse. Other 
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advantagea of the enclosed fuse are that it is easily manipulated, 
is well adapted for potentials up to and including 500 volts, it is 
not subject to sueli variable factors as drafts or air currents, or 
from contact with bodies which are good conductors of heat. 
Its disadvantages are: It is somewhat expensive as compared to 
other forme of fuses; it is not suitable for heavy currents; and it 
ia difficult to locate blown fuses. Another disadvantage is that 
in some cases enclosed fuses blow too soon. Until recently great 
difficulty was experienced with these fuses, owing to the great 
variety of lengths and forms of terminals, but they are now 
standardized. 

Several attempts have been made to provide means for 
locating blown cartridge fuses by the use of visible indicators. 
Two forms of these have been used to a consideralile extent but 
with no very great degree of auecesa. The first form consisted 
of a secondary high resistance wire of very small diameter and 
low fusing point, placed on the outside of the fuse tulje and 
connected in multiple with the fuse proper inside the tujje. 
When the fuse blew, the outside wire, of course, immediately 
melted and gave evidence that the inside fuse had blown. The 
trouble with this device was that the indicator was frequently 
broken l>y careless handling Iwfore the fuse had been blown or 
before it had been used. The second device is called the bull's- 
eye indicator and is similar to ihe first inasmuch as a small wire 
is used in multiple with the fuse, but with the difference that 
in this case the wire is placed inside the tube and passes a small 
Opening, which is covered by a piece of paper having a circle 
or bull's-eye over the small hole. When the fuse blows the wire 
melts and punctures the paper, showing a black dot inside of the 
circle. The principal trouble with this device is that it do^n't 
always work as intended, perhaps largely due to defective man- 

tufacture. Then it is also difficult to see the indicating device 
quickly and readily on a panel-board containing a number of 
fuses. The safest and surest way to determine blown fuses Is 
to use a testing lamp across the outside terminals of a pair of 
fuses when connected in a circuit. In this way a blown fuse 
ean quickly and easily be located. 
In regard to the rapacities of cartridge fuses, while they have 
been made up for capacities of 5tH) amperes, they are really not 
(at present) desirable for sizes over 300 amperes, owing to their 
relatively high cost . violence of disruption, difficulties of obtaining 
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proper terminals, awkwardness of design, and rigidity. For ordi- 
nary (low) voltages the writer advises the use of cartridge fuses 
up to and including 25 amperes, but open fuses above that 
capacity. 

The relative approximate cost of the various kinds of fuses 
for small currents (up to 25 amperes) at present, in large quan- 
tities, are given below. 

Open-link fuse with copper terminals, three-quarters of a cent 
each; Edison fuse plug, five cents each; Edison fuse plug with 
cartridge fuse complete, fifteen cents each; cartridge fuse, eight 
cents each. 

These prices are, of course, subject to considerable fluctuation 
and are only given to show the approximate relative cost of the 
various kinds of fuses. 

The rules of the National Board of Fire Underwriters governing 
the use of fuses have undergone considerable change in the last 
few years, and for that reason it is deemed best to reproduce here 
some of the rules governing the installation, construction, and 
kind of fuses allowed. 

Considerable improvement is still needed in the design and 
manufacture of fuses of large ampere capacity. A great deal of 
trouble is caused by the unreliability of fuses of 1000 amperes 
and upward. This is a very important problem, as the premature 
disruption of large fuses causes great annoyance and inconven- 
ience, and often considerable loss of time and money. Copper 
fuses are frequently used for capacities of 1000 amperes and 
above, but fuses made of this metal are objectionable, owing to 
the high temperature at which they fuse. Even at 25 per cent 
below their fusing point, they are often so hot that they heat the 
contact switches to which they are connected. In many cases. 
however, the copper fuses are preferable for large sizes. Table 
on page 60 gives data relating to copper fuses wliich has never 
been published before, so far as the writer knows. 

53. Fuses. (Construction of) 

1|jInk Fuses 

a. Terminals. — Must have contact surfaces or tips of harder metal, 
having perfect electrical connections with the fusible part of the strip. 

The use of the hard metal tip is to afford a strong mechanical bearing 
for the screws, clamps, or other devices provided for holding the fuse. 
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Data on Diubnsions or Coppks Fuses 



.0071 
.0071 
.0126 
.0126 
.D12« 




b. Rating. — Must be stamped with about 80 per cent of the maxi- 
mum current which they can carry indefinitely, thus allowing about 
'25 per cent overload before the fuse mclta. 

With nuked open fuses, of ordinary shapes and with not over SOO am- 
pcrea capacity, the minimum current which will melt them in alxiut five 
minutes may i>e safely taken us the melting point, as the fuse practically 
reaches ita maximum temperature in this time. With la:^r fuses a longer 
time is necessary. This data is given to facilitate testing. 

f. Marking. — ■ Fuse terminals must Ijo stamped with the maker's 
name or initials, or with some known trade-mark. 

Enclosed Fuses, — Pluc and Cartridge Type 

These reijiiirementx do not npply to fiixfx for rosfttea, aHaekmerU J^itga, 
car lighting, eut-nutx and pTotecUve devicrn for nign/iling syxlema. 
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d. Construction. — The fuse plug or cartridge must be sufficiently 
dust-tight so that lint and dust cannot collect around the fusible wire 
and become ignited when the fuse is blown. 

The fusible wire must be attached to the plug or cartridge terminals 
in such a way as to secure a thoroughly good connection and to make it 
difficult for it to be replaced when melted. 

€. Classification. — Must be classified to correspond with the 
different classes of cut-out blocks, and must be so designed that it will 
be imp>ossible to put any fuse of a given class into a cut-out block which 
is designed for a current or voltage lower than that of the class to which 
the fuse belongs. 

/. Terminals. — The fuse terminals must be sufficiently heavy to 
ensure mechanical strength and rigidity. The styles of terminals must 
be as follows: 



0-250 Volts. 



0-30 



31-60 



61-100 
101-200 
201-400 
401-600 



it 



<i 



ti 

it 
tt 



Cartridge fuse (ferrule 
contact) 



I a, spring clip termi- 
nals. 
b, Edison plug 
casings. 
B Approved plugs for Edison cut-outs. 

^ (a, spring clip termi- 

Cartridge fuse (ferrule con- I to I nals. 

tact) I ^^ I ^' Edison plug 

^ [ casings. 



Cartridge fuse (knife blade contact). 



251-600 Volts. 

0-30 amps. [ Cartridge fuse (ferrule contact). 
31-60 



61-100 
101-200 
201^00 



it 

ti 
It 
tt 



Cartridge fuse (knife blade contact). 



g. Dimensions. — Cartridge-enclosed fuses and corresponding cut- 
out blocks must conform to the dimensions given in the table attached. 



I- ^a- 

-• — -»— 






StTleTot Terminal for Cartridge 
Fuses 0-60 Amperes 




Fig. 30 
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Voltage. 



Rated 
Capacity. 

Amperes. 



0-250 



251-^00 



0-30 
31-60 



61-100 
101-200 
201-400 
401-600 



0-30 
31-60 



61-100 
101-200 
201-400 



Length 

over 

Terminals. 

Inches. 



2 
3 



i 

e 
u. 



5i 
81 



5 
5'. 



M 



O 

u. 
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B 



Distance 

between 

Contact 

Clips. 

Inches. 



1 
U 



4 

4i 

5 

6 



4 
4} 



6 

7 
8 



Width 

of 

Contact 

Clips. 

Inches. 



i 

i 



i 



li 
1 

2\ 



■» 

5 

N 



1: 




Fig. 31 




FUSES AND SAFETY DEVICES 



63 



Diameter of 

Ferrules or 

Thickness 

of Terminal 

Blades. 

Inches. 









I 



Min. Lensth 
of FemiTes 
or of Ter- 
minal Blades 
outside of 
Tube. 
.Inches. 



3 



1 
U 

2} 



1 .1 

lA 



1 

H 



\ 



1 



Dia. 

of 

Tube. 

Inches. 



Width 

of 

Terminal 

Blades. 

Inches. 



i 

i 



1 

li 

2 

21 






6 

I 



li 

2 



e 



e 



M 



li 



Rated 
Capacity 

Amperes. 



0-30 
'31-60 



61-100 
101-200 
201^00 
401-600 



0-30 
31-60 



61-100 
101-200 
201-400 



h. Rating. — Fuses must be so constructed that with the surround- 
ing atmosphere at a temperature of 75 degrees Fahrenheit they will 
carry indefinitely a current 10 per cent greater than that at which they 
are rated, and at a current 25 per cent greater than the rating they 
will open the circuit without reaching a temperature which will injure 
the fuse tube or terminals of the fuse block. With a current 50 per cent 
greater than the rating and at room temperature of 75 degrees Fahren- 
heit, the fuses, starting cold, must blow within the time specified. 



0- 30 amperes, 

31- 60 

61-100 
101-200 
201-400 
401-600 



30 seconds. 

1 minute. 

2 nlinutes. 
4 
8 

10 



(t 



n 



n 



t. Marking. — Must be marked, where it will be plainly visible, 
with the name or trade-mark of the maker, the voltAge and current for 
which the fuse is designed, and the words " National Electric Code Stand- 
ard." Each fuse must have a label, the color of which must be green 
for 250-volt fuses and red for 600-volt fuses. 

It will be satisfactory to abbreviate the above designation to "N. E. 
Code St'd " where space is necessarily limited. 

y. Temperature Rise. — The temperature of the exterior of the 
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fuse enclosure must not rise more than 125 degrees Fahrenheit above 
that of the surrounding air when the fuse is carrying the current for 
which it is rated. 

k. Test. — Must not hold an arc or throw out melted metal or 
sufficient flame to ignite easily inflammable material on or near the cut- 
out, when only one fuse is blown at a time on a short-circuit, on a system 
having a capacity of 300 kw. or over, at the voltage for which the fuse 
Is rated. 

Table gives the fusing current of commercial fuse wire. 



MEi;nNa Points of CoMMERaAL Fuse Wire 
Table by Mr. Bathurat. 



Fusing Current 


Diameter in Thousandths 


Nearest B. & S. 


Amperes 


of an Inch 


Gage 


1.730 


.010 


30 ' 


4.892 


.020 


24 


8.988 


.030 


20 


11.32 


.03.5 


19 


13.34 


.040 


18 


19.84- 


.050 


16 


25.42 


.060 


14 


32.04 


.070 


13 


39.14 


.080 


12 


54.10 


.100 


10 


63.11 


.110 


9 


81.08 


.130 


8 


90.61 


.140 


7 


100.50 


.150 


6i 


110.70 


.160 


6 


132.10 


.180 


5 


154.70 


.200 


4 



Of course the above figures are approximate only, as the fusing point 
depends on the proportion and kind of alloys used, kind and form pi ter- 
minal, length of fuse, etc., etc. 
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Table gives various data relating to fusing currentB of dilfer- 
it materials. 
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CHAPTER V 
CUT-OUT PANELS AND CABINETS 

In hardly any other branch of interior wiring have so great 
improvements been made as in the method of protecting the 
branch and main circuit wires by fuses. 

This improvement has been not only in the fuse itself, but 
also in the method of inserting the fuse in the circuit and in 
making connections for the various conductors. 

As stated in the chapter on fuses, one of the greatest objec- 
tions to the Edison porcelain block type of cut-out was the manner 
of making connections with the conductors. These contacts were 
all of the screw type, and no lugs whatever were used. 

Where stranded wires are used, this type of connection is 
very objectionable, as it frequently happens that only two or 
three strands of the conductor are in contact with the screw 
head or copper stmp, and the rest are squeezed out and carry 
little or no current. 

In 1892 the panel type of cut-out distributing boards was 
introduced. These panels consisted of a slab or tablet on which 
were mounted bus-bars and connecting bars for making the 
connections betwcc^n the main wires and the branch circuit wires. 
In these boards fuse wire was used instead of the fuse plugs. 
All the connections in these early panel-boards were made at the 
back of the board — a method which was as dangerous as it was 
inconvenient. This type was soon followed by tablet or panel- 
boards having front connections for all the wires. 

These panel distributing boards were placed in cut-out boxes, 
having the inner sides and doors lined with asbestos paper or 
slate. The first cabinets consisted of a simple box of general 
form and design, shown in Figs. 33, 34, and 35. The panel was 
screwed to the back of the box. With this t\'pe of cut-out cabinet 
it was necessary to bring each circuit opposite the corresponding 
connection on the panel-board, which, at times, was a difficult 
and expensive thing to do. For this reason they were shortly 
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' 'ollowed by the double type of cut-out cabinet, shown In Figa. 
^, 37, and 38. In this form of cabinet It is not necessary to bring 
Ibe circuits to any particular point, although when it can be 




I accomplished without difficulty it is well to bring the circuits as 
r as possible to their respective points of connection. In 
many cases, however, it is necessary to bring the conduits in at 
the top or in at the bottom of the box, and in such cases the 
circuits can be extended to their proper points in the connection 
compartments, or "gutters," between the outer and inner boxes. 
The advantages, of this method are obvious. Aa seen from the 
drawinga, the door opens only on the panel, the "gutter" being 




Fio. 30 



covered by the trim of the box, which is fastened in place by 
_wood screws. Whenever it is necessary to get at the wires be- 
»n the conduits and the panel, it is necessary to remove the 
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trim of the cover. Thia method has now been in use for several 
years and has given better satisfaction than anything else }*ei 
devised for the purpose. 

The present type of panel-board is arranged with bus-bais 
running vertically up and down the panel with cross connecting 
bars extending horizontally to the branch circuit or main con- 
nections. These horizontal bars are interrupted for the ineertiOD 
of the fu.seH. 

Three forms of fuses are used at the present time for the panel- 
board type of cut-out, i.e., the plug fuse, the link fuse, and 
enclosed or cartridge fuse. Figs. 39, 40, and 41 show pai 
boards with the plug, link, and cartridge fuses re9p«wtively. 
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Fig, 37 Fig. 3S 

For conductors uf sizes smaller than N'o. S B, ifc. S. gage, 
the connection is made by means of binding screws with copper 
washers. This connection is used for all the branch circuit con- 
ductors which are usually uf No. 14 B. dt. S. gage, although in 
a few cases No. 12 and even No. 10 B. h. ^. gage conductors 
are used. Where the wire to be connected to the bus-bars ia 
larger than the No. S B. &. S. gage, special copper lugs are 
provided for Ihe purpose, the wires being inserted in a hole in 
the lug and then soldered, or, to use the wireman's terminology, 
"sweated" in place. This method of connection is a marked ' 
step in advance over the method used in the porcelain base fuse 




I Underwriters, and is preferrefl by some to the panel-board having 

■open-link fuses. These new fuse plugs are also adapted to the 

sartridge type of fuse, as shown in Fig. 42. They are quite a 

itttemore expensive llian link fuses, and it is sometimes difficult, 

1 a large panel, to locate a blown fuse. 

Fig. 4i shows a characteristic design of panel-board adapted 
r the use of link fuses. In this case the panel-board is of the 
fr-wire Ij'pe with a two-wire branch circuit. Provision is 
B for the feeder, ur main, to supply the ^roup nf cut-outa. at 
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the bottom of the panel where lugs are provided for making the 
connection. No sub-main is supplied from the panel in this 
case. 

Fig. 41 shows a type of panel-board adapted to cartridge 
fuses. Fig. 43 shows a cartridge fuse suitable for screw connec- 
tion. Fig. 44 shows a cartriiit^e fuse fur rrfiring clip connection. 

Figures 45. 46. and 47 -' ■ ' ■ ■ - - uf ji cut-out panel 




and cabinet used at the R. H. Macy building, New York City. 
Fig, 45 shows an elevation and sectional view of the panel atid 
cabinet. Figs. 46 and 47 show photographs of the cahine and 
panel in position. 

These panels are two-wire and are equipped with cartridge 
fuses of the clip type. This type of panel-board and cabinet 
was originated by the writer, and was first made from his draw- 
ings and specification for the Macy l»uildiug. The object of thia 
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design is to render it possible to control each branch circuit 
(which supplied a single arc light in each case) by a push-button 
switch at the eut-oiit cabinet. In order to make it possible for 




the lights to be controlled by the floor- walkers, without allowing 
them aeeeaa to the other portions of the panel, the cabinet is 
designed with a special arrangement of doors, as shown. 




Fio. 45 



The design consists of a separate cut-out panel arranged for 
enclosed fuses and having a separate push-button switch com- 
partment at each side of the cut-out panel. The push-button 
switch is of a special type, and arranged for bottom eonnectioa 
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with the bus-bars as shown. The branch circuit wires, instead 
of being connected direct to the cut-out panel, were arranged to 
be connected to the short copper strip connected to the outer 
. side of the switch in each case. 

The switch compartment is lined with slate and in every 
case is provided with a separate door, By this arrangement it 
is possible to lock the fuse compartment and provide latches for 
the switch compartmenta. 

If desired, locks may also be put on the doors opening into the 
switch compartments and separate keys may be given to the 
proper parties for this purpose, instead of having the doors pro- 
vided merely with a latch. This arrangement has proven far 
more satisfactory than the usual arrangement where knife- 
switches are used by persons unskilled in the use of electricity, 
because with a push-button switch it is impossible to improperly 
open or close the circuit. With a knife-switch, however, a person 
not versed in electrical matters is very apt to close the circuit 
slowly or to partly close the switch, thereby causing arcing and 
ultimate destruction of the switch. The writer has known numer- 
ous cases where panel-boards have been practically destroyed by 
allowing persons unfamiliar with eleotrical appliances to have ac- 
cess to the panel-boards, and by controlling arc lamps by means 
of small knife-switches placed at the cut-out panels. 



CHAPTER VI 
OXJTLET BOXES, OUTLET INSULATORS, ETC. 

An outlet box is a device placed at an outlet for the purpose 
of providing a terminal for the conduits, and also a space for 
making the connections between the branch circuit wires and 
the outlet fixture or appliance. It is usually made of iron or 
steel, in two parts (box and cover). 

The rules of the National Board of Fire Underwriters require 
an outlet box to be placed at all outlets where the conductors 
are run in conduit. The rule requiring the use of outlet boxes, 
and governing their use, is given under the head of Interior 
Conduits, as follows: 

25 d. (Interior conduits.) Must be equipped at every outlet with an 
approved outlet box or plate. 

Outlet plates must not be used where it is practicable to install outlet 
boxes. 

In buildings already constructed, where the conditions are such that 
neither outlet box nor plate can be installed, these appliances may be omitted 
by special permission of the Inspection Department having jurisdiction, 
providing the conduit ends are bushed and secured. 

24 A. b. (Armored cable.) Must be equipped at every outlet with an 
approved outlet box or plate, as required in conduit work. (See No. 49 A.) 

49 A. Switch and Outlet Boxes. 

a. Must be of pressed steel having a wall thickness not less than 
.081 inch (No. 12 B. &. S. gage) or of cast metal having a wall thickness 
not less than .128 inch (No. 8 B. &, S. gage). 

6. Must be well galvanized, enameled, or otherwise properly coated, 
inside and out, to prevent oxidation. 

c. Inlet holes must be effectually closed, when not in use, by metal 
which wiU afiford protection substantially equivalent to that of the 
walls of the box. 

d. Must be plainly marked, where it may readily be seen when 
installed, with the name or trade-mark of the manufacturer. 

e. Must be arranged to secure in position the conduit or flexible 
tubing protecting the wire. 
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This rule wiQ he onx^itlied with if the ooodrsh or mbong » finnlr a e cujcd 
in posTxe br meaas of scvDe app'^mnd derxe vbjch maj or maT DOt be a 
p&r: oQ ilie box. 
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sary to drill the box to receive them. These boxes were imme- 
diately succeeded by others of an improved type, having openings 
in the sides and back for the conduits. All the principal forms 
of outlet boxes may be roughly classified in two groups, viz., 
*' Universar* outlet boxes and those designed for the specific 
purpose for which they are to be used. Under the first head are 
included those forms of boxes in which an opening may be made 
in any part of the box, so that, no matter from what direction 
the tube comes, a corresponding opening in the box may be more 
or less readily made without drilling. The other type of box is 
one in which openings are already made at certain points for the 
conduits to enter. 

The advantages of the universal type are apparent. When 
they are used it is only necessary to state, in ordering the boxes, 
whether round or square boxes are wanted, and whether for gas 
and electric fixtures, or for electric fixture^ only. Again, in these 
boxes the tubes may be brought into the box from any side, as 
it is possible to make an opening in any of the four sides or in 
the back; also, if the work be changed or if outlets be omitted, 
the boxes are good for future work, as they can be used under 
very nearly all conditions. Their disadvantage is the objection 
chargeable to all universal tools, namely, that they are admirably 
adapted for all cases but poorly suited to any one particular case. 
It is always necessary, in making a tool or device suitable for all 
cases, to compromise several desirable features in order to make 
it suitable for all conditions. However, this type of box has 
been greatly improved in the last few years. 

The advantage of the other type is that, each box being designed 
for a specific purpose, it is especially arranged for those condi- 
tions, and neater and better work can therefore be obtained by 
its use; the disadvantage is that considerable trouble is involved 
in ordering them. It is necessary with this type of outlet box 
to carry a larger stock on hand, as changes are apt to occur, 
and unless a few spare boxes are carried in stock, the contractor 
is apt to run short of the particular design required. Where a 
number of boxes of the same kind are to be used, and where the 
conduits enter them in the same manner, it is better to use the 
special form in which the openings are already made. Where, 
however, the conduits enter the boxes in various ways, and 
where a few of each kind only are required, and particularly 
where the work is being done at a considerable distance from 
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the source of supply, the universal form is probably better. The 
cost of the Universal Outlet Box is slightly less than the other 
type. 

Outlet boxes Should be insulated inside with some adequate 
kind of insulating material. The best method of accomplishing 
this result is to have the inside of the box enameled with porce- 
lain lining. The advantages of this are, that it does not rust or 
corrode, it has high insulation, and, being white, any flaws or 
defects in the insulation are readily discernible. Its disadvan- 
tages are, that it is liable to be chipped and cracked, and it is 
more expensive than other forms of insulation. Another insula- 
ting lining for outlet boxes is Japan enamel. If the enameling is 
properly put on and baked it forms a fair substitute for the 
porcelain lining. 

All gas-pipes, fixture supports, etc., entering or placed inside 
of the outlet box should also be painted with insulating paint or 
compound. This tends to prevent any grounds, leaks, or "short 
circuits" at the outlet connections. 



CHAPTER VII 
FEEDERS AND liAINS 

The feeders and mains constitute the ''trunk lines" of the 
distributing system through which the current is fed to the 
"branch circuits." 

In this book, where the term feeder is employed, it is intended 
to refer to a conductor which begins at the switchboard or at 
the service supply and terminates at a center of distribution; 
this center of distribution may serve to supply either mains 
alone (in which case it would be a main center of distribution) 
or branch circuits, or it might supply both. Any prolongation 
of a feeder other than a branch circuit is called a main. Formerly 
the nomenclature included feeders, sub-feeders, mains, sub-mains, 
etc., but confusion resulted from the use of so many terms, and 
they have gradually dropped from use and the trunk lines are 
generally classed as either feeders or mains, their definition being 
usually as given above, when used in reference to interior wiring. 

Before proceeding to adopt any scheme of feeding, it is well 
to consider in each case certain points which would influence the 
feeding system. As these points present important problems 
we will now proceed to note them, and then consider them in 
detail: 

1. Control of groups of light (other than hall or night lights) 
from the main switchboard. 

2. Control of hall lights from main switchboard. 

3. Maximum number of lights that should be supplied by 
one feeder. 

4. The best maximum limit for the size of the feeder conduc- 
tors. 

5. Portion of total loss to be allowed in the feeders and mains. 

1. Control of groups of light (other than night or hall lights) 
from the main switchboard. 

It sometimes happens that it is desirable or even necessary 
to control the lights on each floor (or a portion thereof) from 
the main switchboard. Where such is the case, the feeder system 
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must conform with this requirement and a separate feeder i 
lo each floor (or group of lights). 

Ab a rule, however, the feeder system may be laid out regard- 
less of the control, so far as the room lights are concerned. In 
all cases, however, it is well to have each of the lower floors, up 
to and including the ground floor, on a separate switch, as these 
floors require light at a greater number of hours and at more 
unusual times than the other floors. 

Wherever there is special lighting, such as the lighting of a 
"sign" clock dial, outside dome lights, or other decorative light- 
ing, the lights should be provided with a separate distinct feeder 
controlled from the switchboard, because these lights are turned 
on and off at a set time from the switchboard. 

In the case of a hotel, where the light may be required in any 
room at any time of day or night, of course this arrangement <if 
feeders, so far as control is co^ncerned. is of no importance, as it 
rarely happens that any of the switches controlling feeders sup- 
plying the bedroom floors are opened. They are closed the day 
the hotel opens, and are only oiwned in case of accident or other 
unusual circumstance. 

Sometimes portions of buildings are rented on a contract basis. 
BO that the tenant pays for the light he uses. Of course, the 
several portions could be metered separately by placing meters in 
themainsatthe various floors or portions thereof. In such cases, 
however, where there is a considerable number of lights, it is best 
to provide a separate feeder for each of these portions, so that a 
meter may be placed on the feeder and the current consumed meas- 
ured at the switchboard. This frequently happens in a busineee 
building having stores or a restaurant on the ground floor. 

Fig. 48 is an example showing a six-sl«ry building having 
two stores on the ground Boor, each of which is rented on the 
basis that the current be measured and paid for, in addition to 
the rent, the upper floors being supplied with current at any 
time of the day or night , thus making separate feeders unneces- 
sary; also having an electric sign on the roof provided with a 
separate feeder, so that the sign may be turned on at dark and 
turned off. say, at one o'clock. 

2. Control of the hall lights from main switchboard. 

The control of hall or night lights from the main switchboard 
is one of the most important points to be considered in the ar- 
rangement of the feeder sv-stem. 
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In a private dwelling house it would hardly pay to have a 
separate feeder for the hall lights, as these lights are generally 
few in number and could readily be controlled by a few local 
switches, more readily, in fact, than by a feeder switch at the 
main switchboard. It may not be necessary even in a hotel, 
where there are attendants continually passing through the hall 
who could control the lights, either by local switches or by switches 
at the distributing center. 




Fio. 48 



In the majority of public buildinp-s. however, the advantages 
of having separate feeders for the hull lights arc s() oiniims that 
the problem is generally not whether there shall be separate 
feeders for the hall lights or not. but whether there shall be one 
or two sets of hall feeders. By having two sct.-j of feeders for 
the hall lights, local switches for thom may be dispensed with 
and they may be controlled entirely by the main switchboard. 
Of course, having two sets of hall fee<lers increases the cost of 
the wiring installation and makes the system more complex, but 
its possibilities for saving current are considerable. In a large 
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to find a suitable place to locate the meters on the varioufl floora, 
but it hag the advantage tKut the teuant can take his own meter 
readings as a check on (he lighling company's inspector. 

Figure 51 is an example of a factory building where a watch- 
man is employed to make the "rounds" of the buililing at certain 
periods. Of course, light must l>e left on the stairs and hallways 
for this purpose, but it is requiretl nowhere else. By Imving a 
separate feeder for the halls, the current may he cut off from the 
lofts at the switchboard, thus saving any current consumed by 
lamps that may have been left li{(liled by l lie employees when 



leaving the building. 




3. Maximum number of lights thai should be controlled by 
one feeder. 

" Murk Twain " says he believes it is the best plan to put all 
your eggs in one basket and then " watch that basket." Thi» 
wouliJ not be a good ma.\im to adopt in arranging your feeder 
system. 

It very frequently happens that, an engineer will be catight 
with one machine running nlmo.it up to its maximum capacity 
when a sudden rapidly rising load is .seen to Ije coming on. Now 
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building with two seta of hall feeders. This arrangement very 
nearly corresponds (on a smaller scale) to the arrangement of 
the feeder system in a numi>er of New York office buildings, 
whose electrical equipment was designed by the author. As a 
rule, an appreciable saving of current would usually result from 
having two seta of hall feeders in a building over five or six stories 
having more than six or eight hall lights on a floor. 

Where a building receives its current supply from an outside 
source, the tenants paying for the current consumed (as meaa- 




Fio. 60 



ured by a meter), a separate feeder for the hall lights is indis- 
penaable, ae the hall lights of course should be paid for by the 
owner of the building. Fig. 50 shows an armngenient of feeders 
in such a building, where each floor or loft may be rented to a 
separate tenant. It will be noted tliat here the meters are 
located oa each floor instead of at the switchboard. Where a 
building is not of sufficient size to require a separate feeder for 
each fioor, this is a much more economical arrangement than 
having them placed on the switchboard, as Iwo or more floors 
may be fed by the same feeder. It is sometimes a difficult matter 
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mains. In any case, it i? best lo allow most of this 
feeders, as this tends to niraimize the difference in voltage between 
lamps supplied by the same feeder. As a rule, the best results 
are obtained by ha^mg two thirds of the remaining loss in the 
feeder, aud one third in the mains. In the case of four volts, 
total loss, this would mean two volts loss in the feeders and one 
iu the mains and one in the branch circuits. Wiiere the total 
loss was three volts there would be a volt and one third in the 
feeders, two thirds of a volt in the mains, and one in the branch 
circuit. Where the total loss was more or less the same 
might hold good. 

In discussing feeders and mains no special mention has 
made of mains. Inasmuch, however, as a main may be consid- 
ered as a prolongation of a feeder in the nomenclature we have 
adopted, what applied to a feeder would, with certain modifica- 
tions, also apply to a main. 

Having discussed the various points to be considered in ado| 
ing a system of feeders and mains, let us suppose we have read 
a point in laying out the wiring where the branch circuit work i| 
mapped out, the location of the various distributing centers ai 
rising shafts has been decided upon, and there only remains tl 
planning of the arrangement of the feeders and mains. 

If the building has more than one story, the first thing to 
done is to make an elevation of the building, showing the heigl 
and number of stories. On this elevation the various distributii 
centers should )>e Indicated diagrammatically, but with a 
to keeping their relative arrangement as near as possible to tl 
actual arrangement on the different floors. 

Having done this, it is necessary to decide two questions 
before proceeding further. These are. first, whether the hall or 
public lights will \ie controlled separatelj' or together with the 
private lights from the main switchboard, Ijecause the settlement 
of this question will affect the arrangement and the number of 
the feeders and possibly of the mains. I^t us first consider those 
cases where no distinction is made (so far aa the feeders and 
mains are concerned) Ijetween the private and the public lights. 
The second question to be decided is whether there will be several 
floors (or portions thereof) supplied by one feeder, or whether 
there will be a separate feeder for each floor. We will first 
assume that there will be a separ.ite feeder for each floor. 

With our elevation and the floor plan-s before us, we proc) 
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to mark at each distributing center the number of lights supplied 
by the branch circuits starting from that center. This being 
done, a tentative lay-out of the mains running from the feeder 
center to the various sub-centers should be made. 

Having done this, the next step is to find the number of lights 
supplied by the feeders and the mains. In the case of the feeders 
this is equal to the sum of all the lights supplied through the dis- 
tributing centers on the floor, since we are now considering that 
they are all supplied by one feeder. In the case of a main, the 
load is, of course, equal to the number of lights supplied through 
the distributing centers, which are fed either by the main directly 
or by a prolongation of the main. 

Having obtained the load of the feeders and mains, the next 
step is to get their estimated length. To do this, the horizontal 
length is first obtained by reference to the floor plans; the vertical 
length is estimated from the elevation of the building. These 
give us the apparent length of the feeder, and are accurate enough 
for the purpose of calculating the "loss" or "drop" and the size 
of wire. For the purpose of estimating the cost of the feeder, 
however, it is not sufficient. To get the actual length of the 
feeder we must try to conceive the exact course or route of the 
feeder, taking into consideration all deviating bends, off-sets, etc., 
making allow^ances for going around or under any obstructions, 
and also for connecting at each end of the wire. Even after 
having done this, experience shows that it is necessary to add 
about 5 per cent for slack, etc., to the estimated length thus 
obtained, in order to get the real length. If the building is 
already built, it is much the better plan to get these lengths 
directly from the building. 

Next comes the question of the distribution of the "loss "or 
"drop" in voltage among the various conductors from the switch- 
board to the lamp. 

Having determined on the loss to he allowed in the feeder, 
we have the three necessary factors for determining the size of 
wire required for the feeders and mains. These factors are the 
current in amperes (or the number of lamps), the length in feet 
(one way), and the loss (in volts) to be allowed. In another 
chapter we have fully explained the method and have given the 
formulas for calculating the size of conductors and the loss in 
the same. 

Before calculating the size of the feeders, it is well to get the 
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data necessary for calculating the size of mains. This is done in 
a similar manner to that referred to above in getting the data 
for the feeders. A preliminary arrangement of the mains has 
presumably already been made, and the calculation of the feeder 
and the mains should be made conjunctively, so that if it be 
foimd desirable, the loss that was allowed for the feeder may be 
increased and the loss allowed for the mains correspondingly 
decreased, or vice versa. It will frequently be found that a 
new arrangement of the mains will give better results as to size 
or loss than the original arrangement. 

At this point it must be borne in mind that in cases where 
the current supply is derived or liable in the future to be derived 
from both a two-wire system or a three-wire system, it is well 
L to make the feeders and mains three-wire, with the neutral con- 
I doctor equal to the combined capacity of the two outside con- 
ductors, the latter being connected together when used on the 
' two-wire system. Of course, this does not effect any saving in 
the copper, such as occurs in the use of a three-wire system, 
because the total weight of the copper would have to be the 
same as in a straight two-wire system. As a matter of fact, the 
cost of a three-wire system of this kind is slightly greater than 
a corresponding two-wire sj'stem because the weight and conse- 
quently the cost of the copper is the same; but the cost of insu- 
lating and installing three conductors is greater than the cost 
of insulating and installing the corresponding weight of copper 
in two conductors. The increased cost of a three-wire system 
of this kind over the corresponding two-wire sj'stem (having the 
same weight of copper) has been found to be approximately 
10 to 20 per cent. 

Figures 52 to 56, inclusive, show arrangements of mains 
where there is a feeder for each floor and where there are several 
distributing centers on the floor, all of which are supplied from 
the feeder center by means of mains. Each of these figures, of 
course, shows but one floor. 

Figure 52 is an example where the feeder center is located in 

about the center of the building and supplies two distributing 

centers on each side of it. This arrangement of mains is ideal. 

I The fuses at the origin of the mains are alt located at one point 

> (the feeder center), which simplifies matters when one of the 

I main fuses blows, it being easier to discover tlip lociii'in of that 

particular fuse if it be known that all the main fuses on the floor 
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are located in one cabinet. This arrangement also gives a uni- 
form potential at each of the four dUtributing centers. Further- 
more, where there is a considerable number of lamps supplied at 
the various centers, it keeps the mains, and consequently the 
conduits down to those sizes which can be readily installed in 

.Main No. 00 B and S 



Main No» 2 B and 8 



Main No. 1 B and S 
-Feeder from Main Switchboard 



Fig. 52 

the available space between the beams and the finished floor. 
Where, however, there are only a few lamps supplied at each 
center, it has the disadvantage of being slightly more expensive 
than the arrangement shown in Fig. 53. This is a very fair 
arrangement, and is the one generally adopted where the loads 
on the mains are light. What disadvantages it has are obvious 
when compared with the arrangement shown in Fig. 52. 

Main No. 1 B and S Main No. 00 B and 8 

4- 



Maln No. 000 B and S 
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Main No. 2 B and 8 
-Feeder troni Main Switchboard 



Fig. 53 

Figures 54, 55, and 56 show arrangements of mains where 
the feeder distributing center is located at one end of the building, 
the other centers being all located on one side of it. Fig. 54 shows 
a very poor arrangement of mains. Its disadvantage is that, 
owing to the rule of the Fire Underwriters, it is necessary to 
place a "fuse at every point where a change is made in the size 

Maf n No. 0000 B and 8 Main No. 8 B and 8 

E l "Ha r "^ '' ^ ^^ 



Main No. B and 8 Main No. 6 B and 8 

Feeder from Main Switchboard 

Fig. 54 

of the wire (unless the cut-out in the larger wire will protect the 
smaller)," and consequently to place a number of fuses in ** series,^' 
located at dififerent points. This always causes delay and con- 
fusion in time of ''trouble." It is well to keep the number of 
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fuses in "series" down to the lowest poseible point, and also to 
centralize them as far as possible. This arrangement also baa 
the disadvantage of making it difficult to get a uniform distribu- 
tion of potential at all the distributing centera. Its sole apparent 
advantage is that of economy. 

Figure 55 shows a similar arrangement to that of Fig. 54, 
but slightly better in that we have only two different sizes of 
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main wires and have, therefore, diminished the number of fuses 
on the mains just one half. This method is slightly more expen- 
sive, but for the reason given is preferable to the former. 

Fig, 56 shows an arrangement of mains which is preferable 
to the arrangement shown in either Fig. 54 or in Fig. 55. 

The next case to consider is that where a feeder is not limited 
to supplying one floor only, but may supply two or more floors. 
This gives more scope for the arrangement of the feeders and the 
mains. In such instances there may be several rising places for 
the feeders; in fact, if suitable rising shafts could be found, a 



Fi<i. 5fi 

good arrangement would be to have the distributing centers 
placed near these rising shafts at each floor, with a set of feeders 
rising at each one of the shafts and feeding several floors at each 
point by means of vertical mains. Where it is not necessary to 
control each floor separately, this generally makes the cheapest 
and best arrangement. 

Figures 57 to 60, inclusive, show different arrangements of 
feeders and mains of this type (i.e., where a feeder may supply 
more than one floor). Their relative advantages and disadvan- 
tages are e\'tdent from what has been already said in regard to 
the arrangements shown of the first type. (See Figs. 52 to 59.) 
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<'igs. 57 and 58 are examples of cases where there are no horizontal 
naina at all. This is a good feature, particularly where the mains 
tre large, as it keeps large sizes of conduits off the floor. It is 
learly always easier to find rooni vertically for large sizes of 
sonduits than it is to find room for them between the beams 
ind the Gnished floor. The data for feeders and mains of this 
;ype is, of course, procured in a manner exactly similar to that 
idopted in the previous case. 





Fig. 58 



The only remaining case to be considered is that in which 
leparate feeders are required fur the hall or public lights. What 
has been said above in regard to the feeding systems in general 
will also apply, with slight modifications, to the hall feeder. 
The hall feeders, however, usually have much lighter loads, and 
consequently are smaller in size. It is very rarely necessary or 
desirable to have a separate feeder for the hall lights on each 
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floor, but one feeder can easily supply the hall lights on several 
floors. In fact, usually the only limit to the number of floore 
that may be supplied by one feeder is the refinement of control 
detiired from the mam 3\Mtchboard 




We have already mentioned thut it is sometimes wise to 
have two sets of feeders for the hall lights, one set controlling a 
portion of the hall lights on each floor, the other set controlling 
the remainder. The character and use of the building and the 
number of public lights required usually serve as guides for de- 
termining or not if this provision is necessary. Of course, in 
procuring the data for the feeder and mains of this type the num- 
ber of hall lights is kept separate from the nmm lights. 



CHAPTER VIII 
TESTDTG OF DTSULATION RESISTANCE, ETC. 

After the wiring installation has been completed, and in 
many cases before it has been completed, it is necessary to make 
tests of the various circuits, fixtures, panel-boards, etc. Wher- 
ever possible, an insulation test should be made of the wiring 
before the fixtures are installed and connected. The fixtures 
should, in all cases, be tested before they are installed, m that 
any defects in their wiring may be discovered and repaired before 
being connected. After the fixtures are installed an insulation 
test should be made between the wires, and also between the 
wires and the ground. 

For the purpose of testing, a magneto is very largely used. 
This instrument is really a small, alternating-current dynamo (hav- 
ing its field produced by permanent magnets) operated by hand. 
A magneto may be turned into a direct-current instrument by 
means of a commutator, and this type of instrument is to be pre- 
ferred to an alternating-current instrument. As a rule a magneto 
is not to be recommended for testing, as it is not very accurate 
and in many cases gives surprising results. It is a well-known fact 
that with an alternating-current magneto it is possible to ring 
through either a cable or a conductor, provided the latter has 
sufficient capacity. This is due to the fact that the cable, if long 
enough, acts as a condenser, and that the magneto, if an alternat- 
ing-current machine, rapidly charges and discharges the cable in 
alternate directions, thus causing the bell connected in thev mag- 
neto circuit to ring, and, apparently, indicating a ground or short 
circuit on the cable. This has often misled wiremen and inspec- 
tors to believe that the cables have been grounded when they 
were really very free from grounds or leaks. For this reason 
some other type of instrument is generally to be preferred to 
the magneto. For some work, however, it can be used to 
advantage, such as for testing fixtures, etc. 

The best method of testing insulation resistance for ordinary 

93 



94 



ELECTRIC LIGHT WIRING 



Volt-Meter 



purposes in buildings is the voltmeter method. In this method 
the instrument used is an ordinary, direct-current voltmet», 
having a scale of, say, zero to one hundred and fifty volts, and a 
box of silver chloride cells or ordinary dry batteries. The resist- 
ance of the voltmeter must be known, but usually the resistance 
of the battery is negligible. Figs. 62, 63, 64, and 65 show the 

method of making the connections for this 
test. The first step is to connect the bat- 
teries directly to the voltmeter and take 
a direct reading of the voltage of the cells. 
This connection is shown in Fig. 62. The 
next step is to place the insulation resist- 
ance, "whether it be in w^ires, dynamos, 
panel-boards, etc.," in series with the volt- 
meter and the cells, as shown in Figs. 63, 
64, and 65. The voltage indicated on the 
instrument now shows, indirectly, the 
amount of leakage or insulation resistance. 
The method of calculating the insulation re- 
sistance is as follows: 

Let us indicate the voltage of the cells connected directly to 
the voltmeter by the letter Ey and the reading of the voltmeter 
with the insulation resistance in series by the letter E'; the re- 
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distance of the voltmeter bv R and the insulation resistance 
which we wish to determine bv the letter R^. We know that the 
voltage is inversely proportionate to the resistance; that is, if 
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the resistance be increased the voltage indicated on the voltmeter 
will be correspondingly decreased. Now, the resistance in the 
first case is merely the resistance of the voltmeter and the bat- 
tery; as the resistance of the battery is usually very small with 
respect to the voltmeter, we can neglect this throughout the 
calculations. When the insulation resistance is placed in the 
series with the voltmeter and the battery, the resistance is then 

Volt-Meter 



Dynamo 
or Motor 




•5 



Qronnd 



Fig. 65 

that of the voltmeter, the battery (which will be neglected), and 
the insulation resistance. In putting this in simple mathematical 
form, we have 

E :E' = R-^ R:R 



From the theory of proportions then 



transposing 
and 



E'R + E'R^ = ER 
E'R^ = ER- E'R =R{E - E') 



R^ = ^,{E-E') 



or in other words, the insulation resistance is equal to the resist- 
ance of the voltmeter multiplied by the difference between the first 
reading (that is, the voltage of the cells) and the second reading 
(the reading of the voltmeter with the insulation resistance in 
series with the voltmeter cell), divided by the second reading. 
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In order to make this clear to tlioae unfamiliar with matbe- 
matics iind formulte generally, we will take a concrete example. 
Let 118 suppose the resistance of the voltmeter (R) to be ten 
thousand ohms (10,000), and the voltage of the cells {B) to be _ 
40 volts, as indicated when connected to the voltmeter. Let us 
also suppose that we are making an insulation test between the 
feeders in a building, and that when the connections are made, 
tis shown in Fig. 63, we get a reading of five (5) volts (E') on the 

=,-— i we get, by 



voltmeter. From the formula R^ 



substituting the readings for the letters, R^ 
1 (35) 



= 10,000 X 



40- 



hich is equal to 10,000 -^ = 10,000 X 7 = 70.000 ohma. 
Another method of making insulation retiistaiice tests is known 




Fra. 60 

as the bridge method, in which a resistance box is used, containing 
a small galvanometer. An instrument of this sort is shown in 
Fig. 66. The objections to this are: 

firs*. That it takes considerably longer to make an insula- 
tion test by this method than it does by the voltmeter method. 
In many cases an insulation test must be made very quickly. 
For example, in a building where current is being used and it is 
necessary to shut off the current in order to make the test; in such 
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cases it ia of great advantage to be able to take the readiDg 
immediately and turn the current on again. By the voltmeter 
method everything can be prepared before the current ia shut off 
and the reading taken in one or two seconds, and the current 
may then be turned on instantly. With the bridge method it 
sometimes takes several minutes to obtain the same results. 

Second. It requires more experience to use a bridge than to 
use a voltmeter, and the person making the test is less apt to 
become confused by the voltmeter method than by the bridge 
method, as it is neees.sary to adjust the galvanometer needle so 
that it will swing freely, before making the teat. 

Recently, a direct reading Ohniinetcr has been brought out 
in this country, wherp tlic resist;\iice can he read directly on a 




scale. Both this instrument and the resistance bridge are more 
adapted for making resistance tests from one tenth of an ohm 
to one hundred thousand ohms than for making insulation tests 
where the resi.stance is liable to be a million ohms, or higher. 
Fig. 67 shows a direct reading Ohmmeter. An additional 
advantage which the voltmeter has over the other methods is, 
that a voltmeter is usually necessary for other purposes, in making 
a teaton the equipment, such as taking the voltage of the dynamos, 
calibrating the voltmeters on the switchboard, etc., and therefore 
would be available for these purposes as well as for making the 
insulation test. In making the test on the wiring of an installa- 
tion, the best method of procedure is to turn off, or remove, all 
of the lamps, but to turn on all push button and knife switches; 
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to have all circuits properly connected and fuses inserted, and 
then to make a " bunch " test of all the feeders, mains, and branch 
circuits from the point where they start. A teat should first be 
made between the conductors themselves; that is, in a two- 
wired system between the positive and negative leads and in a 
three-wired system between the two outsidea and between each 
outside and the middle conductor. Then a ground test should 
be made between each of the two conductors, in the two-wired 
system, or between each of the three conductors in the three- 
wired system, and the ground. If a short circuit between the 
conductors, or a leakage between the conductors and the groimd, 
be discovered, the proper method of locating the trouble is by 
the method of ehmination. To accomplish this end, each of the 
feeders, or mains, is successively cut out of circuit by opening 
the switch (or removing the fuse) controlling the same. When, 
by opening a certain circuit, the short circuit, or ground, disap- 
pears, of course the trouble is known to be on that feeder or 
main. By following this main up to the various centers of 
distribution through the building, the center of distribution at 
which this trouble is located can be discovered; and in similar 
manner the branch circuit and the outlet at which the trouble 
exists can be found. 

In many cases it will be found that the slate used in the 
panel-boards for cut-outs contains metallic veins and that a 
leakage will result between the bus-bars. For this reason, it 
would be well if all panel-board makers would test their panel- 
boards before shipping them from their shops, as it is usually 
impossible to remove this trouble, and a new panel-board must 
generally be substituted for the one found to be defective. As a 
rule, most short circuits and grounds will be located at the outlets, 
where the wiring connects with the fixtures, 

The insulation resistance of an installation should be propor- 
tionate to the amount of wiring and the number of fi.xtures. etc., 
connected. The rules of the National Boar<l of Fire Underwriters 
require an insulation resistance depending upon the amount of 
current supplied by the various conductors. Their rule (No. 66) 
covering this point requires an inaiilation resistance between 
conductors, and Iwtween all conductors and the ground (not 
including attachments, sockets, receptacles, etc.), of not less than 
the following: 
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66. Insulation 



The wiring in any building must test free from grounds; i.e., the 
complete installation must have an insulation between conductors and 
between all conductors and the ground (not including attachments, 
sockets, receptacles, etc.) not less than that given in the following table: — 

Up to 5 amperes 4,000,000 ohms. 

Up to 10 amperes 2,000,000 ohms. 

Up to 25 amperes 800,000 ohms. 

Up to 50 amperes 400,000 ohms. 

Up to 100 amperes 200,000 ohms. 

Up to 200 amperes 100,000 ohms. 

Up to 400 amperes 50,000 ohms. 

Up to 800 amperes 25,000 ohms. 

Up to 1,600 amperes 12,500 ohms. 

The test must be made with all cut-outs and safety devices in place. 
If the lamp sockets, receptacles, electroliers, etc., are also connected, only 
one half of the resistances specified in the table will be required. 
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CHAPTER IX 
WIRE CALCULATIONS 

For the benefit of the more practical reader, to whom mathe- 
matical symbols are more or less confusing, we will try to make 
the problem of calculating the size of wire as simple as possible, 
and will, therefore, make the consecutive steps as gradual and 
detailed as may be necessary to gain this end. 

We know that the resistance of a wire increases as the length 
increases, and decreases as the area (i.e., the cross-section) in- 
creases. If we know the length (measured in feet) and the cross- 
section or area (measured in circular mils) of any piece of wire, 
we can calculate its resistance, provided we know the resistance 
of a wire 1 ft. long and 1 mil (i.e., 1-1000 in.) in diameter. 

The resistance of a **mil foot" (as it is called) of wire has 
been determined by tests (Dr. Matthiessen) in the case of pure 
(soft) copper wire to be equal to 9.5S78 (international) ohms at 
(P C. (32° F.). This figure corrected for an ordinary temperature 
for operating conditions and for copper having 9& per cent con- 
ductivity of pure copper, would correspond to 10.8 ohms at 25° C. 
(77° F.). This figure is obtained by adding to the resistance at 0° C. 
(9.5878) the figure obtained by multiplying the resistance at 0°C 
(9.5878) by the rise in resistance per degree Centigrade (called the 
temperature coeflficient which is equal to .0042 per degree Centi- 
grade) multij>lied by the number of degrees rise and dividing by 
98 % (conductivity). Thus: [9.5878 + (9.5878 X .0042 X 25'')] di- 
vided by .98 equals 10.80. 

The resistance of any conductor is tiierefore equal to its length 
in feet, divitled by the area in circular mils multiplied by the re- 
sistance per mil foot, which we calculated is 10.8 ohms; that is 

/? = ^ X 10.8 ohnm (1) 

where R = resistance of the conductor in ohms. 
/ = total length of conductor in feet. 
-4 = area in circular mils. 

KM) 
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Now, from Ohm's law we know that the loss in volts (e) in 
a conductor is equal to the current multiplied by the resistance 
of the conductor, or 

e ^ IR 

Placing in this equation the equivalent value of R in the first 
equation, we get 

/ X Z X 10.8 „, 

e = ^ ; (1) 

« 

or expressed in words, formula (1) means that the difference in 
voltage (''drop") between the beginning and end of a circuit is 
equal to the current flowing through that circuit, multiplied by 
the total length (in feet) of the conductor, divided by the area 
(in circular mils) of the wire, and multiplied by the resistance 
of one mil foot of wire. 

Now, as the length of a circuit is generally given as the dis- 
tance measured one way (i.e., one half of the length of wire 
constituting the circuit) it would be simpler to substitute this 
quantity, which we will represent by the letter L, in the formula, 
I, of course, being equal to twice L; that is, 

/ X 2 X L X 10.8 ,.^, 

'--—A (-^) 

Now, as we have two constants, namely, 2 and 10.8, it will 
make the formula simpler if we multiply them together; thus, 

/ X L X 21.6 ,„, 

6= ^ - (3) 

Remember that L is the distance one way, or the length of 
one leg of the circuit, and that we still get the resistance of both 
legs of the circuit in the formula, because this distance is multi- 
plied by the factor, 2, which now forms part of the constant, 21.6. 

The formula, as above expressed, is used where the current, 
/, to be carried the distance, L, and the area of the wire, cm., 
are fill known, and we wish to determine the loss in voltage in 
the circuit. If we wish to find the size of wire required where 
the loss, length of circuit, and current carried are given, we can, 
by transposing the terms, get the formula in this form: 

^ _ /XLX21.6 (4) 
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or, if we wish to determine the current that may be carried through 
a certain size of w^ire, where the distance and loss are fixed, we 
would use the formula in the following form: 

/ = ^^^ (5) 

LX21.6 ^ 

in a similar manner, if we wished to determine the length that a 
circuit might be and produce a given loss with a given current 
in a fixed size of wire, the formula would be: 

L=-^^-~ (6) 

7X21.6 

If, however, instead of dealing in amperes, we had lamps to 
consider in our calculations, it might be simpler (where a number 
of calculations, involving lamps taking the same quantity of 
current, were to be made) to substitute a value for lamps in for- 
mula 4. The current in any case would be equal to the number 
of lamps multiplied by the current used by each lamp, or 

€ 

where N = number of lamps, i = amperes or fraction thereof 
per lamp. 

(Note: It nmst be remembered in all the above equations that 
e represents the loss in volts and is not the line voltage.) 

In the case of a 16-c.p. lamp (using 3.5 watts per c.p.) the 
current required per lamp, burning at 116 volts, would be .48. 
Representing the number of lamps by N, formula 4 would become: 

^ ^ AT X. 48 XL X21.6 ' ,^. 

e 

In a similar manner we could change the formula, for lamps, 
taking any number of amperes or fractions thereof. 

The loss 6, in volts, is always a proportionate part of the line 

voltage E; and the ratio -= may be used* to represent the loss in 

terms of a j>ercentage P. of the line voltage, thus: 

P=4 l^H) 
E 

whence 

Px£ 
1 ()0 
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Substituting this value of e in formula (4) we have a formula 
which gives the loss in percentage instead of in volts: 

A = ^XLX21.6 _ /XLX2160 ,g. 

PX E PXE ^ ^ 

100 

It frequently happens that it is desired to make the calculation 
in terms of power transmitted expressed in kilowatts. Since the 
power in watts is equal to the current multiplied by the volt- 
^e, W (Watts) = E I, we can obtain a formula in terms of 
watts transmitted, by multiplying both the numerator and 
denominator by £, thus: 

A^EXlXLX 2160 _ TF X L X 2160 ,q. 

PXEXE ' ~ PXE' ^ ^ 

We have gone into the derivation of the above formulas with 
such minute detail as to run the risk of being wearisome, but 
wiremen who frequently have occasion to calculate the loss in 
circuits either do not know the formula, or are so puzzled by 
terms of the formulas, that they are unable to use them intelli- 
gently. Then again, many of those who use these formulas 
continually do not know what the constants signify, nor how they 
are derived. 

Of course, there are tables, charts, and slide rules innumerable, 
but as a rule they are either inaccurate or more difficult to use 
than the formula. Nearly all of them are good only within 
certain narrow limits of length, current, and drop.' • A slide rule, 
however, has been devised by C. 0. Mailloux that is extremely 
accurate, and has various adjustments for temperature, conduc- 
tivity, etc., and is very valuable as a time saver in making wire 
calculations. 

Having derived the formulas, let us now apply some of them. 

For the sake of clearness, it may be well to state the principal 
formulas and to show an example applying the formula in each 
case. 

The symbols used in the following formulas are as follows: 
A =size of wire in circular mils. 
e = loss in volts. 

E — voltage of circuit at (distant) end. 

L « length of the circuit (one way) in feet (that is, the length 
of one leg of the circuit). 
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N = number of lamps. 

I = amperes (or fraction thereof) required by each lamp. 

P = loss in per cent. 

W = total watts delivered at end of circuit. 

1. Given the current to be .carried, the distance, and loss to 
be allowed, find the size of conductor. 

^_ I XL X21.6 

e 

Example: A two- wire feeder must carry 200 amperes a dis- 
tance of 300 feet with 3 volts loss. What is the size of con- 
ductor? Subst itut ing, 

^ ^ 200 X 300 X 21.6 ^^3^00QCj^j 

3 

circular mils. (Note: Two 450,000 circular mil conductors, 
being the nearest commercial size, would be used for this feeder.) 

2. Given the size of conductor, thie current to be carried, 
and the distance in feet, what would be the loss in volts? 

/ X LX21.6 



€ = 



A 



Example: A two- wire feeder of two No. 0000 B. & S. G. 
(211,600 CM.) conductors, carrying 100 amperes, a distance of 
150 feet. Substituting, 

211,600 

3. Given the size of conductor, and the distance in feet, how 
many amperes can we carry with a given loss? 

LX21.6 

Example: A two-wire feeder of .300,000 circular mils, a dis- 
tance of 500 feet. How many amperes can be carried with 5 
volts loss? 

J 300 ,000 X 5 , ^o o^^^ 
' = ^^A — ^.rir — 139 amperes 
500X21.6 ^ 

4. Given the size of conductor, and the current, to find the 
distance it may be carried with a given loss. 

r _ AXe 
7X21.6 
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Example: A two- wire feeder of No. 4 B. & S. gage (41,740 
cm.), carrying 50 amperes. How many feet can it be carried 
with 2 volts loss? Substituting, 

^=%^^' = 77feet 
50X21.6 

5. Given the number of lamps to be supplied, the distance 
and the loss in volts, to find the size of conductor. 

^_ iVXiXLx21.6 

e 

Example: A two-wire feeder must carry one hundred 16- 

candle-power, 120- volt SJ-watt lamps a distance of 150 feet, 

with a loss of 2.5 volts, to find the size of conductor. (Note: 

One 16-c.p., SJ-watt lamp would take 16 X 3.5 watts = 56 watts, 

56 
or T^= .47 amperes, which corresponds to i in the formula.) 

Substituting, 

^^ 100 X. 47X150X21. 6 ^ ^^^^ ^^^ ^ ^^ 2 B. ife S. gage 

(next largest size). 

6. Given the power to be carried in watts, the distance and 
the loss in percentage of the applied voltage, to find the size of 
conductor. 

PXir 

Example: A two- wire feeder must carry 25 ,000 watts (25 K. W) 
a distance of 300 feet with a loss of 3 per cent, the voltage between 
conductors being 120 volts, to find the size of conductor. Sub- 
stituting, 

. 25000X300X2160 ^j. nnn r \f 
^ = 33^020)^ = ^^^'^^ ^■^^- 

7. Given a three- wire feeder, the current to be carried, the 
distance, and the loss to be allowed, find the size of conductors. 

Example: A three-wire feeder must carry a total load, 200 
amperes (in lamps balanced on each side of the neutral con- 
ductor), a distance of 300 feet, with a maximum loss of 3 volts 
in the potential across the outside conductors. What size of 
conductors would be required? 
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It is evident that if the three-wire system were balanced, 
the maximum load carried by the outside conductors would 
be 100 amperes, as the load (of 100 amperes) on one side would 
be in series with the load (of 100 amperes) on the other side. 
Therefore / = 100 amperes. Substituting in formula, 

^_/XLx21.6 



where / = load on one side of system when load is balanced, 

= ^9^X3(^X21:^ = 216,000 CM. or praotitally No. 0000 

B. & S. G. 

Inasmuch as there is a possibility of the neutral carrying the 
same load as either outside conductor, if a fuse should blow on 
either outside conductor, and also since the rules of the National 
Board of Fire Underwriters require it for interior wiring, it is 
necessary to use a neutral conductor of the same size as the 
two outside conductors. Hence, three conductors of No. 0000 
B. & S. G. would be required for this feeder. Of course, if the 
feeder did not come under the insurance requirements, chances 
might be taken on using a smaller conductor for the neutral. 
(Note: The above calculation was made on a loss of 3 volts 
across the outside conductors. If the load is balanced, the drop 
in voltage on the lamps would be one half of the total drop, or 
1} volts, as the loss would be distributed equally between the 
two sides. If, for any reason, such as the blowing of u fuse, 
one side of the three-wire circuit were disconnected, the current 
flowing through the other side would be the same, and the total 
loss in lamps on this side would then be three volts instead of 
one and one half volts, because while the total loss would be the 
same, it would not be divided between the two sides. The pos- 
sibility, however, of one side being entirely disconnected is 
slight, and even though it did occur it would be for a short time 
only; it would, therefore, be foolish to make the calculation on 
such a basis. Of course, in a feeder which was badly unbal- 
anced, the loss on the heavily loaded might frequently be more 
than one half of the total loss (across the outside) that would 
exist if the load were evenly balanced. For instance, if in the 
above case there were 50 amperes on one side, and 100 amperes 
on the other side, the drop in voltage on the lamps on the 
loaded side would be obtained by calculating the loss separately 
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in the neutral conductor and in the loaded outside conductor. 
It is evident from what has been already said, that, if we cal- 
culated each conductor separately, our constant of 21.6 in the 
formula we just used would become 10.8, as the figure 21.6 was 
obtained by multiplying the constant 10.8 ( = the resistance of a 
mil foot of wire) by 2 for the total length of wire of both legs of a 
two-wire circuit. Therefore, in this case, 

7 X / X 10.8 ,, 

e= - - — - volts. 
A 

In this case the neutral conductor carries 50 amperes (the 
difference between the heavily loaded and lightly loaded conduc- 
tors), and the heavily loaded outside conductor would carry 
100 amperes. The loss would therefore be as follows: Loss in 

neutral conductors = ^.-tttt: — ^ = -75 volts and in the loaded 

216,000 

outside conductor = ~- —,— --= 15 and the drop of volt- 

216,000 ^ 

age in the lamps on the loaded side would be equal to the sum 

of these two losses, or 2.25 volts. The drop of voltage in the 

lamps for any other amount of unbalance, and also the drop on 

the lightly loaded side in this particular case, may be obtained 

in this manner. The remaining formulas given herein above, for 

two wire feeders, can be applied in precisely the same way by 

making these modifications. 

Of course, a three-wire system should be well balanced for 
many other reasons, and on that account it is usually safe to 
make the calculations on that assumption. 

From what has been said, it is evident that if the neutral 
conductor were made equal to the combined capacity of the two 
outside conductors, the loss in the lamps on one side fully loaded, 
the other side being entirely disconnected, would be Ij times the 
loss in the lamps in case the sides were equally balanced. (In this 
case the neutral would have to carr>^ the total current.) In the 
above case, (example 7), if we had two outside conductors of 
216,000 cm., and a neutral of 432,000 cm., the loss in the lamps 
on one side fully loaded (the other side being out) would be 1^ 
times 1 J volts, or 2.25 volts. If the neutral were one half the size 
(108,(X)0 cm.) of the two outsides, the loss in the same case would 
be 4.5 volts. These statements can all be verified by making the 
calculation for each conductor separately, as explained above. 
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As a matter of fact, in general practice, in calculating three- 
wire feeders, it is usual to assume the load equally balanced and 
to use the formula 

^^/XLX21.6cM. 
e 

it being remembered that / is equal one half to the total load 
carried on the two sides of the system, or, in other words, the 
load on one side, L = the distance one way and e = loss in the 
outside conductors which is twice the loss in the lamps them- 
selves. 
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CHAPTER X 
ALTERNATTNG-CURRENT WIRING 

Owing to the reversals in the direction of the flow of current; 
certain phenomena are produced in alternating currents which 
are absent in direct-current circuits. The most important of 
these phenomena are, viz.: 

Self-induction; Mutual Induction; Skin Effect; Capacity Effect. 

The second and fourth effects are rarely present in interior 
wiring, but, as they might all occur under certain circumstances, 
a brief description of each might be profitable. 

Self-Induction 

When a circuit supplied with direct current is closed, the 
current usually rises in a very small part of a second from zero 
to its full value, and continues at that value until some change 
takes place in the circuit, or in the electromotive force applied 
to it. In the case of circuit supplied with alternating current, 
the conditions are changed, however, owing to the rapid changes 
in the direction and value of the impressed electromotive force. 
When any circuit containing a source of e.m.f. is closed, a mag- 
netic field is created which surrounds the conductor. The strength 
of the field varies with the current value and the physical condi- 
tions of the circuit, i.e., the surrounding medium (whether air or 
iron, etc.), the sh^pe of the circuit (whether it consists of straight 
conductors, or wound in a coil), etc. If the current is direct 
current, the field remains constant or changes with variations in 
the strength of the current. The magnetic effects produced by 
such changes in direct current are usually very slight, except in 
case of electro magnets, field windings, etc., in which the current 
flows through a coil around an iron core. In such instances as 
these, when the connection is broken, a more or less heavy induc- 
tive effect takes place. In the case of alternating currents, 
however, the direction as well as the strength of the current is 
continually changing. This continual change in the direction 
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and strength of the current produces a corresponding variation 
in the magnetic field surrounding the conductor or circuit. The 
effect of this change of magnetic field is to set up & counter e.ni.f. 
which opposes the flow of the current. This e.m.f, is called the 
electromotive force of self-induction, and is proportional to the 
rate of change of the f)u.v which is linked with the circuit. This 
electromotive of self-induction sometimes materially affects the 
calculation of wiring circuits even in interior wiring, and a. method 
of calculating its effect on the size of conductors is descriljed 
hereinafter. 

Mutual Induction 

By mutual induction is meant the effect caused by the change 
in the current strength in the conductors of one circuit upon an 
adjacent circuit. The phenomenon is similar to self-induction 
in its general action, but differs from it in that it is the action 
of one circuit upon another circuit, instead of the action between 
the conductors of the same circuit. 

The effect of mutual induction is, however, negligible for 
ordinary conditions in interior wiring, and need not be and there- 
fore will nut be discussed further in this volume. 



Skin Effect 

By this effect is meant the phenomenon which takes place in 
a conductor through which an alternating current is flowing, due 
to the fact that the current tends to flow through the outer 
surface or shell of the conductor and does not utilize the full 
conductance of the wire. The effect is proportional to the fre- 
quency of the alternations and the size of the conductors. It is 
relatively small with low frequencies (that is, a frequency under 
60 cycles per second), and with conductors of smaller sizes than 
WK)6 B. & S. gage. 

It acts in the same manner as an increase in the ohmic resist- 1 
ance, or, therefore, as a decrease in the size of conductor. The i 
following table gives the factor to be used in multiplying the ] 
ohmic resistance to obtain the combined resistance and skin 
effect. The figures in the first and third columns give the 
product obtained by multiplying the size of the conductor in 
circular mils by the frequency (number of cycles per second) 
of the current. For example, if we wish to find the combined 
skin effect and ohmic resistance (at a frequency of fi() cycles per 
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second) of a conductor of No. % B. & S. gage (211,600 circular 
mils), we multiply the size of the conductor in circular mils by 
the frequency (211.600 X 60 = 12,696,000), and we find that for 
conductors of this size, at 60 cycles per second, the skin effect 
makes a difference of less than one half of one per cent and 
is therefore negligible for all ordinary cases. For conductors 
larger than ^ B. &. S., or for frequencies higher than 60 cycles 
per second, it would be wise to ascertain from the table whether 
ihe effect would be negligible or not. 



IVoduct of 




Product of 




Circular Mils X 


Factor 


Circular Mils + 


Factor 


Cycles Per Sec. 




Cycles Per Sec. 




10,000,000 


1.00 


70,000,000 


1.13 


20,000,000 


1.01 


80,000,000 


1.17 


30,000,000 


1.03 


90,000,000 


1.20 


40,000,000 


1.05 


100,000,000 


1.25 


50,000,000 


1.08 


125,000,000 


1.34 


60,000,000 


1.10 


150,000,000 


1.43 



The factors given in this table multiplied by the resistance to direct 
currents will give the resistance to alternating currents for copper conductors 
of circular cross-section. 

Capacity 

All circuits have a certain electrostatic capacity, inasmuch 
as each conductor acts like the plate of a condenser, and the 
insulating medium, whether it be air, gutta-percha, or rubber, 
acts as the dielectric. The capacity depends upon the kind of 
insulation, and it has been found that materials differ just as 
much in regard to their capacity effect as in their insulating 
value. As a rule, poor insulators have a low capacity, while 
good insulators have a high capacity, although there is not 
necessarily any connection between insulation and capacity. 
For a given insulating material, the capacity increases as the 
amount of surface of the conductors (which is proportional to 
their length and diameter), and inversely as the distance between 
the conductors. 

The charging current required depends upon the capacity of 
the circuit, the frequency of alternations and the potential. 

As a rule, the capacity of short secondary circuits is so very 
small that it need not ordinarily be considered in calculating 
such circuits. For this reason, we need not further discuss this 
effect here. For further information on the subject of the effect 
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of capacity on circuits. (See jVltematbg Current Wiring, by W. L. 
R, Emmel.) 

From the foregoing it will be seen that while the effects of 
mutual induction, capacity ^ind skin effect, rarely influence the 
size or arrangement of conductors in interior wiring, the action 
of self-induction will aometiniea materially change the conductors 
for feeders and mains, and sometimes even for the branch circuits. 
For this reason it will be profitable at this juncture to define 
and describe some of the direct and indirect results of self-induc- 
tion and to outline the methods to be used in calculating their 
influence on the size and arrangement of the conductors. 

For the benefit of the reader who Is unfamiliar with alter- 
nating currents, it may be stated that the couuter electromotive 
force of self-induction is produced in almost the same manner in 
which the electromotive force in an annature coil of a dynamo 
is produced. The cause of both is due to lines of magnetic force 
being cut by a conductor. It is true that in the latter case the 
lines of magnetic force are stationary and tiie conductor moves 
80 as to cut them, while in the former case the conductor is sta- 
tionary and the lines of force move, but the idea is the same in 
both cases. In the case of a coil, for example, the current Bowing 
through the conductor produces lines of magnetic force which 
cut the conductors of the coil and produce a difference of poten- 
tial at the ends of the coil. If the current continued at a uniform 
value and in the same direction, this difference of potential would 
only be produced when the current was started or interrupted; 
if, however, the current is alternating and therefore changing 
continually, in direction as well as in value, the lines of magnetic 
force would be continually cutting the conductors first in one 
way (as the current rose to maximum value in one direction) 
and then in the opposite way (as it rose to a maximum value in 
the opposite direction). 

One of the factors determining the calculation of the con- 
ductors la the medium that surrounds {or is in the immediate 
neighborhood of) the conductors. As has been already stated, 
the self-induction of an alternating-current circuit is materially 
effected when iron is introduced in a certain manner into the 
circuit. For example, if each conductor of a two-wire circuit, 
carrying an alternating current, were installed in a separate iron 
pipe, the self-induction of the circuit would be greatly increased 
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and would be much greater than if the circuits were run in the 
air, for the reason that the magnetic resistance would be decreased 
owing to the presence of the iron. If, however, the two conduc- 
tors constituting the circuit were placed side by side in the same 
iron pipe the induction would be reduced to a minimum, for the 
reason that the effect of the current of one conductor would tend 
to offset the current in the opposite direction in th6 other con- 
ductor, and the resultant effect would be, under ordinary circum- 
stances, negligible. For this reason it is necessary in all circuits 
carrying alternating current to avoid placing two or more con- 
ductors, constituting a given circuit, in separate iron or steel 
pipes. If the pipes were of brass, wood, or other non-magnetic 
materials, the conductors could be run in separate conduits. 
Several years ago a building in Pittsburg was wired for alternating 
current. The contractor either did not know of this effect or 
neglected to allow for it, and the conductors for the feeders and 
mains were installed in separate iron conduits. When the current 
supply was turned on, it was found that the inductive effect 
reduced the electromotive force to such an extent that the 
lamps instead of giving the full candle-power were barely red. 
It was necessary in this case to remove the feeders and mains, 
and to replace them so that the conductors of the same circuit 
were in the same conduit. While it is true, under certain condi- 
tions, that it would be possible to have an inductive effect in 
circuits in which the conductors were placed in the same conduit, 
yet, under ordinary conditions, in interior wiring, the effect 
would be so extremely slight as to be negligible. 

The first cardinal point, therefore, to be observed in the use 
of alternating current is that, if iron or steel conduits are used, 
the conductors constituting a single circuit should be placed 
together in the same conduit or tube. 

In aerial circuits (as, for example, in circuits where the 
conductors are run exposed on porcelain insulators or cleats), 
iron or other magnetic material are, under ordinary condi- 
tions, eliminated, yet the inductive effect, even in short lines, 
may become so great as to require careful calculation of the 
size and arrangement of the conductors. The conductors should 
be placed as close together as practicable in order to reduce 
the inductive effect. If the conductors constituting a given 
circuit are placed side by side, the magnetic field produced by 
one conductor tends to overcome the field produced by the other 
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conductor, and the inductive effect is minimized or overcome i 
entirely. j 

We will now proceed to outline a method of calculating alter- 1 
nating-current circuit wiring where affected by aelf-inductioo. 
We will first consider single-phase circuits and later show what 
modifications must be made for polyphase circuits. One of the 
first elements to be considered in the calculation of altemating- 
current circuits is that of the power factor. What is powwi 
factor? 

In practically all alternating- current measurements we have 
two phenomena, viz.: the real power and the apparent power. 
To express the ratio of these two, the terra "power factor" haa 
been introduced. Briefly defined, the Power Factor is Iht 
" jraclion by which we must tnutUpty theapparenl walls (i.e., Iht 
product of the electromotive force and amperes as measured by an 
ammeter and voltmeter) in order to obtain the real, or uaeful, wattt." 

.^s already stated, one of the principal results of self-induction 
is the retarding eifect upon the rise of the current. The amount 
of this retarding effect or "lag" of the current behind the im- 
pressed electromotive force depends, of course, upon the mdniy 
lion of the circuit, which, in turn, depends upon the amount and 
frequency of the current, the arrangement of the conductors, and 
upon the appliances supplied. The lag of the current behind 
the electromotive force is sometimes called difference in pbaeb; 
As has just been stated, this lag varies with the appliances sujy' 
plied, and is greater with motors than with incandescent lampe, 
inasmuch as in the former case we have coils of wire surrounding 
iron in the circuit and the self-induction is greater than in thft 
case of incandescent or Nemst lamps, where no inductive coili 
are included. 

Now this lag of the current materially affects the dedgn of 
the circuits, and also the measurement of the power consumeilj 
as we shall see as we proceed. 

In direct -current circuits we know that the power in anj* 
circuit is measured in watts and is equivalent to the current in 
amperes multiplied by the electromoti\'e force involts. In 
alternating-current work, however, this would only be true wbesJ 
the circuit contained no induction (which very rarely happens]! 
and there was, conse'iuently, no "lag," or difference, in pbaafl 
between the current and electromotive force. A slight conaidcf^ 
ation of this statement should make this perfectly cle&r. If tl*1 
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electromotive force and the current are not in phase, i.e., if the 
latter lags or hangs behind the other, it would be, obviously, 
wrong to multiply the current in amperes by the volts to obtain 
the watts consumed. Owing to the difference in phase between 
the two, they are not "pulling" together as the currwit lags be- 
hind the electromotive force; and, as they both change in direc- 
tion as well as intensity, there are times when they are working 
in opposite directions, that is, the electromotive force is positive 
and the ciurent is negative, or vice versa. In this case they are 
opposed to each other and the effective power, or the effective 
watts, is therefore equal to the product of the various instan- 
taneous values of the current and the electromotive force 
when they are acting together, minus the product of the 
two when they are acting in opposite directions. As it is 
impossible, in practice, to obtain instantaneous values of 
the current and electromotive force when they are working to- 
gether, and also when they are working in opposite directions, it 
is necessary to use a wattmeter which measures this effective 
power, or watts, instead of taking the product of the current 
and the pressure as measured by an ampere-meter and volt- 
meter. 

In order to make this more clear, it wdll be wise to consider 
briefly the question of alternating-current measurements. 

We know that the energy measured in watts in alternating 
current is equal to PRy which is equivalent to B? -i- R. It will 
be seen from these equations that the power varies in proportion 
to the square of the current and to the square of the electro- 
motive force. These facts must be borne in mind in the consid- 
eration of alternating-current measurements. 

The value of the current in an alternating-current circuit is 
that value which would be equivalent to a direct-current pro- 
ducing the same amount of heating when applied to a given 
resistance. Inasmuch as the current changes both in value and 
direction, it is evident that an alternating-current instrument 
does not follow these changes, and the question naturally arises, 
What value does an alternating-current ammeter or voltmeter 
record? The answer is that they indicate the effective value 
which is known as the square root of the mean square. In less 
technical language, the square root of the mean square is equiv- 
alent to taking the value of the current at very small intervals, 
squaring these values, then taking the average of these squared 



values and finally obtaining the square root of this 
It would appear, at first glance, that this result will be the same 
as though we merely took the average of the current measured 
at regular sniiill intervals; but this is not true, for the reason that 
the square root of the average value squared la greater than the 
average value of the quantity itself, because the higher values 
of the quantity (that is, when the current is at a maximum in 
either direction), when squared, affect the resultant average much 
more than do the lower values. In fact, the average value of 
the current is actually 10 per cent less than the square root 
of the mean square value on this account, and, as has been stated, 
the energy varies as the square of the current, it is necessary 
therefore, to take a value which is proportional to the square 
of the current ; hence we obtain the square root of the mean square. 
The value of the current(I), indicated by an alternating-current 
ammeter, is therefore equal to the square root of the square of 
the average values of the current. 

As the power in an alternating circuit varies also as the square 
of the electromotive force, it could be shown, in a similar manner, 
that twi alternating- current voltmeter indicates the square root 
of the mean square of the values of the electromotive force. 

Having shown what values of the current or electromotive 
force are indicated by an alternating- current ampere-meter or 
voltmeter, let us now consider the question of power consumed 
in an alternating-current circuit. 

As the actual or effective power is less than the product of 
the current and the electromotive force at any period of time, 
it is evident that the amount of the current is greaier than the 
actual current required. The difference between the effective 
current and the apparent current is known as the "wattless" 
current. While this wattless current does not represent a corre- 
sponding amount of energy and does not require power in the 
engine serving to drive the dynamos supplying the said current. 
it does really exist and tends to heat the line conductors and the 
generator, and proper allowance must be made in the conductors 
and generators for the said current. 

It is evident from the foregoing that in* alternating current 
the power cannot be measured by merely taking the product of 
the current and electrical pressure as measured by an ammeter 
and voltmeter, as would be done in the cose of direct current*. 
If the power l>e measured by using n voltmeter and ammeter, it 



ALTERNATING-CURRENT WIRING 117 

would be necessary to multiply the product of the two by the 
power factor in order to obtain the real power. In the design 
of circuits for alternating current, therefore, it is necessary to 
know or estimate a power factor for the load to be supplied. 
Where the load is incandescent lamps or similar non-inductive 
appliances, the proposition is relatively simple as the power 
factor is nearly unity. Where the load actually consists of motors 
or arc lamps, the power factor is less, and usually of variable 
quantity, depending upon the size of the motors, how nearly the 
motors, etc., are operating at their full rated load, and also upon 
their design. Generally speaking, the power factor of a load 
consisting entirely of incandescent or Nemst lamps is about 98 
per cent; where the load is partly of incandescent lamps and 
partly of motors, a power factor from 80 per cent to 90 pet 
cent may be assumed. Where the load is entirely of motors, 
the power factor may be 80 per cent or less, when the motors 
are operating at their full rated load; when the motors are 
operating at less than full load the power factor is often less 
than 80 per cent; the power factor of an arc lamp load is 
approximately 85 per cent. Wherever possible, it is best to 
obtain, as closely as possible, the estimated power factor from 
the manufacturer of the apparatus to be supplied, as there is 
considerable variation in the figures stated herein above. In 
figuring out the size of the conductors for a given load, it is neces- 
sary, therefore, to obtain the actual load and, having assumed a 
given power factor, divide the actual load by the power factor 
to obtain the apparent load in watts. This will give us the 
capacity required to be furnished by the generator or carried by 
the line conductors. If we divide the apparent load (in watts) 
by the impressed electromotive force, we will have the current 
which is carried by the conductors. Although the power actually 
used is equal to the actual watts, the conductors and generators 
must be amply large enough to carry the apparent current. 
This will be best understood by a practical example. 

Suppose we have a load of motors which require, say, 200,000 
watts delivered at their terminals at the potential of 200 volts. 
Assume that we know that these motors have a power factor 
of, approximately, .8; the actual watts required to be delivered 
by the generator and carried by the feeder would have to be 200,- 

000 divided by ^ = ?9^'^ = 250,000 watts. The generator 
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would have to be about 250 kw. capacity and the feeding con- 
ductors would have to be large enough to carry 1250 amperes 
(250.000 watts) „. . . . _, . • . . u u j 

79nn — irr '^ ^° important pomt to be remembered i 

in calculating the size of conductors and generators, becau^. J 
while the power is not actually used, the current corresponding j 
to the apparent watts heats the conductors and the generator 
and they must be sufficiently large to allow for this. 

If the ease just considered were direct current, the current 
required for the load just given would be 200(f watts divided. by J 
200 volts, or 1000 amperes. As will be seen, this is 250 amperes | 
less than in the alternating case we assumed. This 250 amperes I 
represents the difference between the actual and the apparent j 
watts, and is sometimes called the "wattless" current. Of | 
course, as above stated, there is only one current actually flowing, J 
and the term wattless current is merely used to represent the | 
additional amount of current flowing in the conductors, due to ] 
the fact that the current and electromotive force are not acting | 
in unison, owing to the self-induction of the circuit. 

The writer knows of a case where a certain size generator was 
purchased for a factory installation. Tlie installation was de- 
signed by a mechanical engineer who was unaware of this pecul- 
iarity of alternating current. The engineer figured up the actual 
watts required by the motors and estimated the maximum prob- 
able load, and purchased a generator of sufficient size to carry 
this load, making no allowance for the power factor of the motors. 
The result was that the generator was found to be too small and 
it was necessary to purcliase an additional generator solely 
because the wattless current caused the generator to heat, 
although, of course, it did not affect the actual load on the engine. 



CHAPTER XI 
CALCULATION OF ALTERNATING CIRCUITS 

From the discussion of alternating-current phenomena, we 
now that under certain conditions modifications must be 
lade in the methods used for calculating direct-current con- 
uctors in the case of alternating-current circuits, even for low- 
otential circuits and for short distances. The two corrections 
rhich usually have to be made in secondary and interior wiring 
re the correction for inductance and the correction for the 
ower factor. The first depends upon the frequency and the 
•hysical condition of the circuit, and the second upon the charac- 
er of the load. We will now proceed to consider how calculations 
hould be made for alternating-current circuits. 

Where the circuits are run in conduits having both wires in a 
ingle tube, and where they are so arranged that the distance 
►etween the two conductors is an inch or less, the calculation 
lay be made in precisely the same manner as for direct-current 
ircuits so far as inductance is concerned. The effect of self-in- 
uction, under such conditions, would be so slight as to be 
legligible, for the reasons already given. Where, however, the con- 
lUCtors are run exposed and where they may be separated several 
aches, or even a foot or more, and particularly in the case of 
irge conductors, the effect of self-induction may be such as to 
acrease considerably the drop of potential in the circuit. 

As just stated, the power factor of a circuit depends upon the 
haracter of the load. In some instances, as, for example, in- 
andescent lamps, no correction need be made for the power 
actor, for the reasons already stated, the power factor for in- 
andescent lamps being practically unity. In the case of induc- 
lon motors, however, the load is quite inductive, and there is 
uite a lag of the current behind the electromotive force, and 
llowance for the power factor must be made in all such calcula- 
ions. 

As already stated, the effect of power factor in the circuit is 
increase the current, and the first step, therefore, in making 
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the altemating-curreDt calculation, is to find the current that will 
be flowing in the circuit. To do this, we divide the power in 
watts by the power factor, and we get the apparent power in the 
circuit expressed in watts. If we divide this apparent power by 
the voltage, we obtain the current flowing in the circuit. If, 
for example, we had a load of motors amounting to 25.000 watts, 
and we knew that the power factor in this case would be approxi- 
mately 80 per cent, and the voltage of the motors was 250 volts, 
we would proceed as follows to obtain the current in amperes: 

^^ = 31,250 watts. 

The current, therefore, at 250 volts would be 
31,250 

250 

In the same manner, we could obtain the current correspond- 
ing to any power factor. In making the calculation for power 
factor, the following figures may be taken when more exact data 
cannot be obtained. For incandescent and Nernst lamps load 
98 per cent; for arc lamp load 85 per cent; for induction motors 
80 per cent. It is obvious that for combined loads of lighting 
and of motors the power factor will be sopiewhere between the 
values given above, depending upon the relative amounts of 
lighting and power. 

While it is perfectly possible to make the calculations for con- 
ductors for alternating-current circuits in somewhat the same 
manner as for direct -current circuits, a simple method is that 
described by Mr. Ralph D. Mershon in the American Electrician 
of June, 1897, and which is partly reproduced herein below. 

Calculation of Drop. — Most of the mailer heretofore pub- 
lished on the subject of drop treats only of the interrelation of the 
e.m.f 's involved, and, so far as the writer knows, there have not 
appeared in convenient form the data .neceesary for accurately 
calculating this quantify. The table and chart include in a form 
suitable for the engineer's pocket-book everything necessary for 
calculating the drop of alternating -current lines. 

The chart is simply an extension of the vector diagram, 
giving the relations of the e.m.f.'s of line, load, and gen- 
erator. E is the generator e.m.T.; c the e.m.f., impressed 
upon the load; c that component of E which overcomes 
the back e.m.f. due to the impedance of the line, c is made 
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tap of two components at right angles to each other. One is n. 

i component overcoming the IR or back e.m.f. due to resist- 

ince of the line. The other is b. the component overcoming the 

iactance e.m.f. or back e.m.f. due to the alternating field set 

^p around the wire by the current in the wire. The drop in pres- 
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sure due to both resistance and reactance is the difference 
tween E and e. It is d. the radial distance between two circular 
arcs, one of which is drawn with a radius e, and the other with a 
radius E. 

The chart is made by striking a succession of circular arcs 
with as a center. The radius of the smallest circle corresponds 
to e, the e. m.f. of the load, which is taken as 100 per cent. The 
radii of the succeeding circles increase by 1 per cent of that of 
the smallest circle, and, as the radius of the last or largest circle 
is 140 per cent of that of the smallest, the cliart. answers for drops 
up to 40 per cent of the e.m.f. delivered. 

The terms resistance- volts, resistance e.m.f., and reactance- volts, 
reactance-e.m.f,, refer, of course, to the voltages for over- 
coming the back e.m.f. 's due to resistance and reactance re- 
spectively. The figures given in the table under the heading 
"Resistance-Volts for One Ampere, etc, "are simply the resistances 
of 2,000 feet of the various sizes of wire. The values given under 
the heading "Ueactance-Volts, etc.," are, a part of them, calcu- 
lated from tables published some time ago by Messrs. Houston 
and Kennelly. The remainder were obtained by using Maxwell's 
formula. 

The explanation given in the table accompanying the chart is 
thought to be a siifhcient guide to its use, but a tew examples 
may he of value. 

Polyphase Circuits. — A four-wire quarter-phase (two-phase) 
traiiiimissiou may, so far as loss and regulation are concerned, be 
replaced by two single-phase circuits identical (as to siz^ of wire, 
distance between wii-es, current and e.m.f.) with the two cir- 
cuits of ttie quarter-phase transmission, provided that in lioth 
cases there is no inductive interaction between circuits. There- 
foie, to calculate a four-wire, quarter-phase transmission, com- 
pute the single-phase circuit required to transmit one half the 
power at the same voltage. The quarter-phase transmission 
will require two such circuits. 

A three-wire, rtret-pftasf transmission, of which the conductors 
are symmetrically related, may, so far as loss and regulation are 
concerned, be replaced by two single-phase circuits having no in- 
ductive interaction, and identical with the three-phase line as to 
size, wire, and distance between wires. Therefore, to calculate a 
three-phase transmission, calculate a single-phase circuit to 
one half the load al the same voltage, Tfie three-phase 
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Table f 



i Cai-culatixo 1 



3 Drop i 



Alternatisg-Current Line! 



By means of the table calculate the Rttitlance-VoUa and the Reactance- 
VoiU in the line, and fmd what per cent each is of the E.M.F. delivered at 
the end of the line. Starting from the point on the chart where the vertical 
line corresponding with power-factor of the load intersects the snutllest circle, 
lay off in per cent the resiatance E.M.F. horizontally and to the right; from 
the point thus olitained lay off upward in per cent the react ance-E.M.F. 
The circle on which the la^ point falls gives the drop in per cent of the 
E.M.F. delivered at the end of the line. Every tenth circle arc is marked 
with the per cent drop to which it corresponds. 
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1 require three v 



nf the size and distance between 



centers as obtainw! for the single-phase. 

A three-wire, quarter-phuse transmission may be calculated 
exactly, as regards loss, and approximatdy as regards drop, in the 
same way as For three-phase. It is possible to calculate exactly 
the drop, but this involves a more complicated method than the 
approximate one. The error by this approximate method is gen- 
erally small. It is possible also to get a somewhat less drop and 
loss with the same copper by proportioning the cross-section 
of the middle and outside wires of a three-wire, quarter-phase 
circuit to the current, they carry, instead of using three wires of 
the same size. The advantage, of course, b not great, and it will 
not be considered here. 

As the problems cited by Mr. Mershon are for long-distance 
transmission lines, we will give examples more suited for the 
conditions in this book. 

Problem No. i. — Load of 1200 50-watt lamps = 60,000 
watts; power factor = 98 per cent; distance = 500 feet; voltage 
at end of feeder to be 120 volts; feeder to consist of two 600,000 
cm, cables run exposed and placed about 8 inches apart. Find 
the loss in volts. 

First obtain the apparent load in watts by dividing the real 
load by the power factor (98 per cent) in this case. (The power 
factor, it must be remembered, being that fraction by which the 
apparent load in volt-amperes must be multiplied to obtain the 
real or useful load in watts; or vice versa, having the real load in 
watts, it is the fraction we must use to divide this load by in order 
to obtain the apparent load. 

60.000 
-^ watts = 

To obtain the current 
voltage (120). 

61.224 
120 

Referring to the table of Reactances and Resistances of N. W. 
Fisher, we find that the resistance- volt per ampere of a feeder 
1000 feet long, i.e.. 2,000 feet of conductor (this table being based 
on length of conductor, not length of line or feeder) for a cable 
of 600,000 e.m. would be .0345 resistance volls per ampere; as 
our distance is only ftOO feet (or 1000 feet of conductor) it would 



= 01,224 apparent watts. 

we divide the load in watta b] 

= 510.2 amperes. 



I 



CALCULATION OF ALTERNATING CIRCUITS 



Table of Reactancba 
(Copyrigbt 1»06 by Studud Dndeicround Cable Co.) 
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be one half of this. For a load of 510.2 amperes, the loss in 
volts due to resistance (resiatance volts) would be .0345 (constant) 
X i (our distance being 500 feet or 1000 feet in length) X 510.2 
= 8.83 resistance volts or 7.4 per cent of the volts to be delivered. 
In similar manner we obtain from the column headed 8 inches 
jf the table of Reactances, the constant .144 for 2000 feel of 
500,000 c.m. cable for one ampere. As our distance is 500 feet 
>r 1000 feet of conductor, and the load is 510.2 amperes, the re- 
Thin and all krger sizes are stranded. 
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actance voUa of this feeder are .144 (constant) X J (our length 
of conductor being 1000 feet or 500 feet distance) X 510.2 
amperes ^ 36.73 reactance volts, i.e., loss due to reactance or 
self-induction of line, which is equivalent to 30.6 per cent of the 
volts to be delivered. 

We find, tlierefore, that we would have a loss due to resistance 
of 7.4 per cent and to reactance of 30.6 per cent of the volts to be 
delivered. To obtain the combined loss, we use Mr. Mersbon's 
table in accordance with the instructions given at top of sfltne. 

Starting at the bottom of the chart, we find the vertical line 
corresponding to 98 per cent power factor; follow this line up 
vertically until it intersects the inner or smallest circle (marked 0). 
From this point of intersection lay off horizontally to the right 
the percentage loss due to resistance (7.4 per cent), and from 
this last point lay off vertically upward the percentage loss due 
to reactance (30.6). This point, in this case, is found to be on the 
curve corresponding to 17 per cent, which is the actual percentage 
loss due to both resistance and reactance in this case. This loss 
it must be remembered is the percentage loss of the e.m.f. de- 
livered, or 17 per cent of 120 = 20.1 volts loss. It is evident that 
this loss is excessive, not only on account of the loss in power, but 
because such a loss would result in poor regulation at the lamps, 
as there would be too great variation between no load voltage at 
the lamps. One way to reduce the loss would be to spUt the 
feeder into two sets of conductors of 300,000 cm. This would 
reduce the reactance volts because the constant for 300.0(X) cm. 
conductor is only 160 for conductors 8 inches apart, and these 
conductors would only carry one half of the current, while the 
constant for the 600,(HK) cm. wire is 144 and these conductors 
would carry the total current. Therefore, the reactance of four 
conductors of 300,000 cm. each carrying J the current (^ ' ^ = 
255.1), compared to two conductors of 600,000 cm. carrying all 
the current, would be \\^ X 4 = 55 per cent of the reactance 
loss. This would mean, in this case, that instead of having a 
rejictance loss of 30.6 jier cent , we would have a reactance loss of 
30.6 X .55 = 16.S3 per cent. On this basis, the total loss would 
be (using the chart as before) 12 per cent, which, while high, 
might be allowed under certain conditions. 

.Another and better way would be to place the conductors 
closer together. There would of course be no objection to this 
with such a low potential as 120 volts. If the conductors were 
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placed 2 inches between centers, instead of 8 inches, the constant 
for the reactance loss would be .0804 instead of .144, or only a little 
more than half. Of course, in practice, we would not often en- 
counter a problem just like the one given, as the distance for low 
potentials are usually less, and the loads subdivided so as to 
make each feeder carry less than the case given. However, 
the problem was selected so as to emphasize the reactance loss 
and show how it might be modified. No benefit would result 
in this case by increasing the size of conductors, as this would 
only reduce the resistance loss (which compared to the react- 
ance loss is small anyhow), while the reactance loss would only 
be changed slightly. 

To quote Mr. Mershon: **The component of drop due to react- 
ance is best diminished by subdividing the copper or by bring- 
ing the conductors close together. It is little affected by change 
in size of conductors.'* 

Problem No. 2. — Feeder supplying load of 100 amperes for 
Xemst lamps; distance 100 feet; voltage at end of feeder 240 
volts; feeder to consist of two 0000 conductors run close together 
in iron pipe conductors about 1 inch between centers; power 
factor of lamps and circuit about 98 per cent. 

Referring to Mr. Mershon 's table (which gives the constants 
up to 0000 B. &. S), we find the resistance volts for (X)00 wire to be 
.098 for ICXK) feet distance for each ampere; in this case we have 
100 amperes divided by .98 (power factor) or 102 amperes; there- 
fore, the resistance volts loss is .098 constant X iV (100' =^^0 
of 1000) X 102 amperes = 1 volt, or 2 Jtj = "^^ of 1 per cent. 
In the same manner we find under the column marked 1 inch of 
reactances the constant .079 per ampere, for a distance of ICXK) 
feet. Therefore, in this case, we have 

.079 X iV (iV of 1000 feet) X 102 amperes 
= .8059 = .33 of 1 per cent. 

Now, referring to the chart and starting at the point where 
the vertical line corresponding to 98 per cent power factor inter- 
sects the inner circle, and laying off the percentage of resistance 
volts (1 per cent) to the right horizontally, and the percentage of 
reactance volts upward, we find that the continued loss is only 
1 per cent, which means in a case like this that the reactance 
loss can be ignored entirely. This is principally due to the fact 
that the conductors are placed so close to each other that the 
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reactance is reduced to a minimum, and also due to the short 
distance of transmission. 

Problem 3. — Load 50 H. P. 250- volt induction motor having 
(at full load) an efficiency of 85 per cent and a power factor of 
90 per cent; motor circuit 600 feet long, to consist of two conduc- 
tors of 300,000 cm. run exposed and placed 4 inches apart. 
Find the loss in volts. 

The first step is to obtain the load in amperes. To do this, 
the actual watts required by the motor must be derived. The 
motors being rated, of course, in brake H.P. (50), we divide 50 
by the efficiency, in order to obtain the electrical H.P. required 
to produce 50 brake horse-power. Assuming an efficiency of 
85 % we have 

^= 58.823 electrical H.P. 

.00 

This figure multiplied by 746 (watts per electrical H.P.) 
would give the actual load in watts or 

58.823 X 746 = 43,882 watts. 

Now this is the actual load; to obtain the apparent load we divide 
by the power factor, 90 ^ or: 

43882 ._^„ ^ ^^ 

— ^~= 48,758 apparent watts. 

Note: To obtain in one operation the apparent watts re- 
quired by a motor of given efficiency and given power factor, 
the following formula should be used: 

Watts = ^^^^ "" '^^' 
watts ^^ ^ ^, 

where M.H.P. = mechanical or brake H.P. 

746 =; watts in electrical horse-power. 
Ef = efficiency. 
F ^ power factor. 

Substituting in the case just given, therefore, we would have 
watts = 50 X 746 divided by .85 X .9 = 48,758 apparent watts. 
The apparent watts divided by the e.m.f. of the motor 
gives us the apparent load in amperes, or 

48,758 ,^. 

— r7r-= 195 amperes. 
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Now, referring to Mr. Fisher's table, it is found that the re- 
sistance loss for a feeder of 300,000 cm. for a distance of 1000 
feet (2000 feet of wire) is .069 per amperes. In this case, we 
have .069 (constant for a distance of 1000') X .6 (600' = .6 of 
1000 feet) X 195 amperes = 8.07 resistance volts or 3.2 per cent 
resistance loss. Under column of 4 inches in reactance volts 
table we find the constant .128. Therefore, we have .128 
(constant) X .6 (distance 500' = .6 of 1000') X 195 amperes = 
14.98 reactance volts or 6 % reactance loss. 

Referring to the chart and starting with the vertical line 
corresponding to 90 per cent power factor, and following this 
vertical line up to the inner circle and laying off horizontally 
the loss in per cent of resistance volts (3.21) and the percentage 
loss in reactance volts (6 per cent), vertically, we find the com- 
bined loss to be 5.9 per cent of the volts delivered. If we wish 
to obtain the loss in per cent of the generator e. m. f. at the point 
of origin of the feeder, it would be necessary to divide the per 
cent loss, by the sum of the per cent loss added to the percentage 
of the total e.m.f. at the point of starting, which at the genera- 
tor would be of course the full amount or 100 per cent, i.e., in 

5.9 
this case, the per cent loss of generitor e.m.f. = ~ — ' .r... = 

5.9 -f 100 

5.57 per cent. 

Note: It should be remembered that the tables given are 

based on a frequency of 7200 alternations per minute or 60 cycles 

per second, which is practically the standard in this country, 

except for special conditions. For any other frequency the 

reactances in tables given should be multiplied by said frequency 

7 
divided by 60 or -J-(J being the proposed frequency). 

60 

As already stated, to calculate a tliree-wire three-phase cir- 
cuit, make the computation for a single-phase circuit to carry one 
half the load at the same voltage. Three conductors of the size 
determined by this calculation should then he used for the three- 
phase circuit. Of course, the distance between tlie centers of 
the conductors should be the same as in the single-phase circuit 
to obtain the same percentage of loss in voltage. The power 
transmitted by this circuit with the same loss would, therefore, 
be twice as great as in the case of a single-phase two-wire circuit 
having the same size of conductors. 

To calculate a four-wire two-phase circuit (a quarter-phase 
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circuit, as it is sometimes called), make the computation for a 
single-phase two-wire circuit for one half the load at the same 
voltage. Two circuits of two wires each, of the size determined, 
should then be provided for the two-phase circuit. 

To calculate a three-wire, 110- volt, 220-volt single-phase cir- 
cuit, which is often used for secondary wiring (transformers usually 
having provision for three-wire connection), use the voltage 
between the outside conductors, taking one half the total load 
(if the system is balanced), and make all three wires the same 
size. The drop in voltage obtained is the drop between outside 
conductors and .is twice the drop to each individual lamp, as ex- 
plained elsewhere in the case of three-wire direct-current circuits. 
The weight of copper required for a three-wire 110-220 volt cir- 
cuit having all three conductors the same size is three eighths of 
the weight required in the case of a two-wire circuit using the same 
voltage of lamps, exactly as in the case of direct-current circuits. 



CHAPTER XII 

EXAMPLES 

THE WIRING OF A THIRTY-TWO STORY BUILDING 

The wiring of the thirty-two-story Park Row building will be 
described in this chapter. This building is said to be the tallest 
building in the world. As will be seen from the plans, the building 
is irregular in shape, and consists of cellar, basement, twenty-five 
full stories and seven partial stories. Its approximate cubical 
capacity is about 3,000,000 cubic feet. The building is, of course, 
of fire-proof construction. The partition walls are of 4-in. terra- 
cotta blocks. The floor construction consists of the usual flat 
terra-cotta arches; the flooring is double and laid on 3-in. wooden 
sleepers resting on top of the beams. This leaves a space of 
3 inches between the tops of the beams and the under side 
of the rough flooring; this space is utilized for running the con- 
duits. 

Figures 69, 70, and 71 show the wiring of characteristic 
floors. The floors from the second to the twenty-fifth, inclusive, 
are almost identical in every respect, and consequently the 
wiring of one of these floors will show the features of all of them. 
The wiring includes both power and lighting circuits. The power 
wiring is a considerable factor, as all of the ten elevators are 
driven by electric motors. There are also several large electric 
ventilating fan motors. The lighting-circuit work will be con- 
sidered first. 

Location of Outlets 

The lighting in the hallway entrances in front of the elevators 
and over the booths or small stores in the halls on the first floor 
consists of single-receptacle lights arranged symmetrically, as 
shown, in the ceiling. These receptacle lights are placed in plaster 
rosettes which form part of the ceiling design. The lighting of 
the remaining or store portion of the first floor is purely general 
in character and is obtained almost entirely by means of chande- 
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Hers, as shown in Fig. 70. Means have been provided for window 
lights at the front end of the building. This consists of two cut- 
out panels placed under the two windows and supplied by special 
mains. 

The arrangement of the outlets in the offices on the upper 
floors is practically the same at all floors and consists of a chande- 
lier outlet and two side-bracket outlets in each office. The hall 
lighting is obtained entirely by means of ceiling lights. There 
are two chandelier outlets in the large toilet room and one in the 
small toilet room on each floor. A single ceiling light is provided 
in each of the passenger elevators. In the offices one 16-c.p. 
lamp is allowed for about 500 cu. ft. In the halls one 16-c.p. 
lamp has been allowed for every 600 cu. ft. 

Branch Circuit Wiring 

From the basement to the twenty-sixth story the lights serve 
two purposes, office lighting and hall or public lighting. There 
are no hall lights in the cellar or in the six upper stories. The 
lights in the cellar are wired on branch circuits originating at 
the two centers of distribution. Five centers of distribution 
serve to supply the branch circuits for the basement lighting. 
Four of these centers serve for the room or general lighting and 
one for the hall lighting. 

At the first floor there are thirteen centers of distribution, 
seven of which serve for general lighting and six for hall lighting. 
These centers of distribution are located at six points, two or 
more of the distributing boards being usually placed in the same 
cabinet. Thus, at one point there are two groups of cut-outs 
for the halls and two for the offices. Each group is supplied 
and controlled separately, as is explained hereinafter under the 
head of Feeding System. As will be seen from Fig. 70, each 
branch circuit supplies not less than four nor more than eight 
lights. All of the ceiling outlets are controlled by switches 
placed on the wall, in the case of the room lighting, and in the 
cabinet containing the various cut-outs, in the case of the hall 
lights. .It will be noticed that the hall lights are wired alter- 
nately, one half of a group or row being connected to one branch 
circuit, the other half or group being connected to a second 
circuit. These branch circuits in turn are divided between the 
two sets of hall-lighting centers of distribution. The two chan- 
deliers at the main entrance are supplied by two circuits, one of 
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which supplies four lights at each chandelier, the other circuit 
supplying the remaining lights. 

At the upper or office floors the arrangement of the branch 
circuits is very simple. The chandeliers and bracket fixtures 
are wired throughout on separate circuits, as shown in Fig. 71. 
None of the lights in the offices are controlled by switches, the 
lamps being turned on and off by the key sockets at the fixtures. 
The number of lights wired to one branch circuit varies from 
five to nine. The outlets in the halls are wired in alternation, 
so that every other fixture is connected to one set of distributing 
centers- and the remainder are connected to the second set. Each 
circuit is controlled by a push-button switch at the distributing 
center at which said circuit originates. The bracket outlets on 
the landings of the stairs are fed by vertical circuits, originating 
at every fifth floor. Thus, a circuit starting at the second floor 
supplies the outlet on the stairs at that floor, and, rising verti- 
cally, supplies the outlets at the same point on the third, fourth, 
fifth, and sixth floors, inclusive. Separate circuits are run for 
the outlets in the two toilet rooms. Each of these circuits is 
controlled by a switch located at the center of distribution. 
These circuits are connected to the room or office lighting system, 
as it sometimes occurs that the lights are needed when the hall 
lights are not required. 

All attachment plug is located at every floor in each of the 
two shafts back of the elevators. These attachment plugs serve 
for obtaining a movable light (by means of a flexible-cord connec- 
tion) for the purpose of examining the elevator machinery. 
These })lugs are wired on vertical branch circuits- in the same 
manner as the outlets on the staircase landings. Each of the 
lights in the elevator cars is wired on a separate branch circuit, 
so that in case of trouble on any one of the elevator cables the 
light in the corresponding car would alone be affected. The 
elevator lights are controlled each by a rotating snap switch in 
the car itself. 

Owing to lack of space, the wiring of the five upper (partial) 
stories is not shown. The wiring of the lights on these floors, 
however, follows the same general lines as those on the other 
floors. 

Separate and distinct feeders are provided for the office lights 
and for the hall lights. In order to give the engineer complete 
control of the hall lights, two sets of feeders are provided for 



136 ELECTRIC LIGHT WIRING 

them. It frequently happens that on dark days the sunlight 
coming from the offices through the glass in the doors and tran- 
soms is not sufficient to light the halls properly and it is necessan' 
to throw on part of the hall lights. This is most readily done in 
the manner described hereinafter. 

Figure 72 shows the general arrangement of the feeders, 
mains, and the distributing centers. In this figure the distribut- 
ing centers are designated by circles having the letter H, 0, or P 
inscribe<i inside the circle. These letters indicate that the dis- 
tributing center serves to supply circuits for hall lighting, office, 
or other general lighting, and for power purposes, respectively. 
Two or more circles representing distributing centers, shown 
close together, indicate that the cut-out panels serving for these 
centers are located in the same cabinet. The two distributing 
centers in the cellar are supplied by a feeder which connects 
with one of the centers and is prolonged by a main to the second 
center. All the floors above the cellar are supplied by a vertical 
system of feeders and sub-feeders; that is to say, the feeders 
extend to certain floors at which they terminate and thence are 
prolonged to sub-feeders which supply distributing centers located 
at or near the same points at the floors above and below the 
feeding point. Thus the distributing centers at the basement 
and first floors and part of those on the second floor are supplied 
i)y feeders extending to and terminating at the first floor. 

From the second to the twenty-fifth floor, inclusive, the build- 
uvr is divided into five electrical sections, designated by the letters 
A, B, C. I), and K. (See Figs. 71 and 72.) At each of these sec- 
tions there is a distributing center serving for the branch circuits 
for office lighting. There are centers serving for the hall lighting 
circuits at three of these points only (sections .\, C, and E), as the 
number and arrangement of the hall circuits did not make it 
necessary to liave a center at each of the five points. There are 
rising points for tlio feeders at three of the five sections for office 
lighting but at only one of the sections for hall lighting. (One 
of these rising points serves for a double set of feeders.) It will 
also be seen from Fig. 72 that the second to the twenty-fourth 
floors, inclusive, are divided into groups of five floors each. For 
example, the floors from the twelfth to the sixteenth floor, inclu- 
sive, are supplied by feeders terminating at the fourteenth floor. 
In similar manner the fourth, ninth, nineteenth, and twenty- 
fourth floors are feeding floors, and the centers at the two floors 
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above and below these stories are supplied by sulnfeedera forming 
prolongationa of the main feeders. 

As stated above, the feeders for the hall lights rise at one 
point only (section A), because the number of the hall lights did 
not warrant running a separate set of feeders for each set of the 
hall centers. Thus, at the twelfth floor, the two feetlers for the 
two sets of hall lights terminate at the centers at section A. 
From this point vertical sub-feeders extend to the corresponding 
hall centers at the two floors above and below. From this point 
also, horizontal sub-feeders are extended to the centers for hall 
lights af sections C and E; these in turn are extended by vertical 
sub-feeders to the centers at the same relative points at the two 
floors above and below. The feeders supplying the centers for 
office lighting rise at three points at or near the distributing 
centers at sections A, C, and E, The centers for office lights at 
section D are supplied by horizontal sub-feeders (at the feeding 
floors) from the centers at section C in a similar manner to the 
hall-lighting system. 

The twenty-sixth floor being a partial story, there are but 
four distributing centers for lighting purposes. The centers in 
the tower stories (twenty-seven to thirty-second inclusive) are 
supplied by a feeder terminating at the twenty-seventh floor. 
A second feeder terminating at the twenty-seventh floor serves 
to supply circuits for outside lights on the dome, at the level of 
the thirty-first flunr. 

Rising Points 

There are three main rising points for the feeders Igcated near 
sections A, C, and E, as shown in Fig. 71. The rising point in 
section A, in addition to serving for the feeders supplying the 
centers in this section, also serves for the feeders supplying the 
centers in section B, the feeders Ijeing run horizontally across 
the floor at each of the feeding floors, from this point to section B. 
These rising points consists of chaces built into the walls of the 
building for the purpose, with the exception of the rising point 
in the elevator shaft. 

As will be seen from Fig. 69, the feeders run in conduits 
across the cellar ceiling to the various rising poinls. At the foot 
of each rising point a junction or pull bos was provided in order 
to "break" the run of feeder into two sections, so as to facilitate 
pulling the feeder conductors into the conduits. The conduits 
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are supported by iron clamps resting on angle irons located at 
every other flour, thus relieving the strain which would otherwise 
be placed on the couplings of the conduit. The feeder conductors 
in every case are securely fastened and supported at both ends of 
the vertical portion of the feeder. 

Power Feeders .ksd Circuits 

Electric power is used for two purposes, via., driving venti- 
lating fan blowers and for the ten electric elevators. The eleva- 
tors are of the Bprague multiple sheave screw type, the screws 
being placed vertically in the shafts back of the elevators and 
the motors being located on the cellar floor. A separate feeder 
is run from the switchboard in the engine room to each of the 
ten elevator motors. The controllers for the elevator motor 
are mounted (in two groups) on two supsidiary elevator swltchB 
boards located in the cellar at the foot of the elevator shaft. 

There are thirteen motors serving the ventilating blowers, 
six of these being located in the cellar, two on the twenty-sixth 
floor, one on the twenty-seventh floor, and four on the thirtieth 
floor. These thirteen motors are supplied by seven power feeders, 
the number of motors supplied by one feeder being determined 
by their size and their relative location. The feeders and circuits 
for the motors are run in conduit in precisely the same manner 
as those serving for lighting purposes. The conduits, wires, 
outlet boxes, and panels are similar to those described elsewhere 
in this book. 

Plant 

The plant consists of four units aggregating 575 kilowatts 
capacity. The dynamos are direct-current, compound- wound, 
116-voIt machines, and are direct-connected to a high-speed 
compound non-condensing engines. The dynamo plant is sup- 
plemented and balanced by a storage battery of 2500 ampere-, 
hours capacity. Two boosters are used for charging and for 
maintaining and equalizing the voltage; one is engine-driven 
and is of 40-kilowatts capacity, the other is motor-driven and is 
of 20-kilowatt3 capacity. 

The switchboard consists of three panels, the middle panel 
serving for the generators and storage battery, the right-hand 
panel serving for lighting feeders, and the left-hand panel for 
power feeders. 
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THE WIRING OF A LARGE HOTEL 

So far as the electric wiring is concerned, a hotel niay 
be considered as being divided into three /distinct portions; 
namely, the working or service portion, the public portion, and 
the apartment or bedroom portion. The first usually includes 
the basement and cellar floors, the second includes the ground 
or first floor, and the third the apartment or bedroom floors. 
(On account of space limitations characteristic floor plans of the 
latter two portions only will be shown.) 

The service or working portion of the hotel usually includes 
the kitchen, serving-rooms, storage space, machinery, etc. The 
lighting of these portions is relatively simple. The lighting of 
the kitchen and serving-rooms is, in the majority of cases, most 
effectively and economically accomplished by means of ceiling 
outlets. If ceiling outlets are used they should be controlled 
by local push-button switches, as the fixtures usually have short 
stems and the key sockets at the lamps are therefore quite out 
of reach. Special receptacle outlets should be placed under the 
hood, over the kitchen ranges. The engine, boiler, pump, and 
other machinery rooms are generally best lighted by means of 
drop cord and wall socket outlets, placed with special reference 
to the machine, or ix)rtion thereof, to be lighted. 

The lighting of the second (public) portion of the hotel 
should for obvious reasons be more or less decorative in effect, 
and on a larger and more splendid scale than the rest of the house. 
It is therefore necessary not only to provide a large number of 
lights on these floors, but to obtain a suitable grouping and 
arrangement of the lights themselves. To this end a conference 
between the architect and the electrical enf2;ineer should be held 
for the purpose of fully discussing the question of lighting. 

The restaurant is usually lighted l)y ceiling and bracket 
fixtures. In some cases individual lights on the tables are used, 
but this is rarely the case, owing to the difficulty of getting wires 
to the tables. Where it is possible to decide l)ef()rehand on ex- 
actly what points the tables will be located, the current supply 
can be carried to the table lights by means of floor outlets; but 
even this arrangement is objectionable as it either requires that 
a hole be made in the tablecloth, or else that a flexible cord be 
used to make the connection to the lamp on the table. It is 
usually impossible, however, to locate the tables beforehand, and 
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it J8 rarely attempted. Of course, base plug outlets may be used 
for connecting with tables placed against or near the walls, but, 
as a. rule, table lighting in a restaurant is probably beat accom- 
plished by means of candles. 

The lighting of the caf4, palm garden, and other rooms of 
similar character is usually less conventional than that of the 
restaurant, for the reason that the architectural treatment of 
these rooms is generally quite different from the restaurant. 

The lights in the restaurant and cafe should be controlled at 
a point either inside or just outside the room in which the lights 
are located, These switches should preferably be placed in the 
cut-out cabinet at which the branch circuits originate. The 
lights in the entrance corridor, etc., should generally be controlled 
at the hotel office. 

Coming to the third (apartment) portion of the hotel, the 
first point to be decided upon is the number of lights to be allowed 
for an average-siEed bedroom. If it be necessary to keep the 
number of lights down to the lowest limits, ceiling outlets should 
be dispensed with and two single side-bracket outlets provided, • 
one located on each side of the bureau or dressing table. If tfie 
scheme of lighting is on a more elaborate scale, a ceiling outlet 
or base plug outlet for a reading light may be added, and in some 
cases both may be provided. Each of the rooms at the Waldorf- 
Astoria Hotel was provided with two wall lights (one on each 
side of the bureau), a ceiling outlet and a base plug near the bed 
for a reading light. The number of lights in the ceiling fixture 
varied, of course, with the size of the room. The ceiling lights 
were controlled by two switches placed near the door, one switch 
controlling a single light (called the " night light ") and the other 
switch controlling the remaining ceiling lights. The aide bracket 
and. reading lights were controlled by the key sockets only. A 
light was also provided in each bedroom closet. This closet light 
was controlled by a push-button (not a door automatic) switch 
placed just inside the closet door. 

In locating the side lights and base plug outlets in the bed- 
rooms, it is essential first to lay out the furniture in the rooms 
so aa to have the outlets come in the proper places. This can 
most easily be done by making paper templates of the bod and 
bureaus, on the same scale as the plans, and then arranging these 
on the plans in the best positions. The lights can then be located 
to suit the particular arrangement in each case. The arranging 
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of the furniture on the plan should, of course, be done by the 
architect, or with his assistance and under his supervision. 

For the purpose of illustration the writer has selected, as a 
typical example of electric light wiring in a large hotel, the new 
Forty-third Street extension of the Manhattan Hotel, New York 
City. As stated before, only two typical floors are shown. Fig. 
73 shows the wiring of the ground floor, and Fig. 74 shows the 
characteristic features of the upper (bedroom) floors. The current 
supply is direct current at 116 volts pressure, and is derived from 
the generating plant in the cellar. 

Ground Floor 
Figure 73 .shows the Forty-third Street end of the ground floor 
and inciuiies the rpstauriiui . Kiirdcn court, office, entrance, waiting- 




rooms, and corridors, etc. The lights on this floor are supplied 
from three enters of distribution located where shown on the 

iUn. Fig. . is from a photograph of the distributing center 
tested in the serving-room of this floor. The photograph was 
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taken by the writer before the doors and trim were placed in I 
position on the cutnaul cabinet, and shows the panel-boards, ^ 
switches, fuse-holders, connections, etc, (This type of fuse is I 
no longer used or approved, but otherwise the panel is of an 
approved kind.) It is possible to trace in this figure the various 
connections between the main panel-boards at the left side and 
the lower portion of the center, and the subsidiary groups of 
cut-outs at the right side. The latter four groups of cut-outs 
serve to protect the lights in the garden court: the circuits are 
controlled by knife switches located on the main left-hand panel. 
The lights on the ground floor are (except where local switches 
are shown) all controlled by switches located at the three distrib- 
uting centers. The circuit lines, outlets, switches, etc., are shown 
diagram m at ical I y in both Figs. 73 and 74. The explanation of 
the symbols is given in Fig. 74. 

Restaurant 
Each of the four ceiling lights in the restaurant is supplied 
by four branch circuits originating at the center of distribution 
in the serving-room. The side bracket fixtures are (with two 
exceptions) supplied in pairs, by brunch circuits also originating 
at this center. Each of the branch circuits supplying lights in 
the restaurant is controlled by a push-button switch located in | 
the cut-out cabinet. I 

G.^RDEN COUHT 

The garden court is lighted by two separate groups of individ- 
ual lights. The first group forms a rectangle along the sides of 
the ceiling and consists of 102 receptacle lights placed in plaster 1 
rosettes specially designed for the purpose. Only the lamps 1 
themselves are visible from below, although the outlet boxes and 
connections are accessible by removing a small metal canopy 
covering the orifice of the outlet bos. The lamps are wired in 
alternation, and are supplied by 14 branch circuits originating 
at the serving-room centers of distribution. These lights are 
controlled in two groups Ijy knife switches located at that cut-out 
cabinet. (See Fig. 75.) One group consists of 53 lights, the other 
of 49 lights. The second main group of lights in the garden 
court consists of !(X) receptacle lights placed above the circular 
stained-glass ceiling or skylight. These lights serve the double 
purpose of supplying general light in the garden court and to 
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illuminate the stained-glass ceiling or dome. The outlets them- 
selves are accessible from above the glass ceiling. The lights are 
wired in alternation and are supplied by 14 branch circuits origi- 
nating and controlled at the serving-room distributing center. 
The lights are controlled by knife switches at that point, in two 
groups of 50 lights each. 

Corridor 

The lights at each of the ceiling outlets in the corridors are 
supplied by two separate branch circuits; each branch circuit 
supplies lights at two or more outlets and is controlled by a 
push-button switch located at the center of distribution at which 
the circuit originates. This makes it possible to have all or part 
of the lights at these outlets turned on, as may be required. 

Office 

The office is lighted partly by bracket outlets located on the 
columns and partly by outlets placed on the marble railing at 
the rear of the office. Plug outlets have also been provided for 
making connections to desk outlets. 

Outside Lights 

The outside lighting is provided for by a group of receptacle 
outlets over the main entrance, and pedestal fixture outlets 
located above the railing along the front and sides of the hotel. 
The 50 receptacle outlets are located in an iron canopy over the 
main entrance. They are supplied by branch circuits originating 
in the basement, but are controlled (through mains) by two 
knife switches located at the distributing center in the corridor 
at the ground floor. (See also Fig. 76.) The outside standard 
outlets (marked P in Fig. 73) consist of 12 lights each and are 
supplied by 13 separate branch circuits originating at a distrib- 
uting center in the basement. The entire group is controlled by 
a knife switch at that point. Each circuit runs along the base- 
ment ceiling to a junction box placed under the corresponding 
pedestal fixture on the sidewalk; thence the circuit rises in con- 
duit through the stone coping and up through the iron pedestal 
itself to the fixture at the top of the pedestal. 

The coat room and telephone booths are lighted by drop- 
cord outlets, as shown. The lavatory in the ladies' waiting-room 
is lighted by a single receptacle outlet placed on the partition 
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between the closets. The conduit for this outlet runs tn a junction 
box located in the wall at the level of the top of the partition; 
from this box the conduit runs along the top of the partition to 

the special receptacle on the partition. 

Upper Floors 
There are two distributing centers at each of the upper (bed- 
room) floors, at which the branch circuits for these floors originate. 
Each of the bedrooms is lighted by a ceiling outlet, two side wall 
(bureau) outlets and a base plug outlet near the bed, for 8er%'ing 
a reading light. The ceiling lights are controlled in one group 
by a push-button switch placed near the door. The bracket and 
plug outlets are not controlled by switches other than the key 
lamp sockets on the fixtures. The bath-rooms are lighted by 
side bracket outlets placed beside the wash basins. In the larger 
rooms the extra wash-roonia Ijetween the bath-rooms and the 
closets are lighted by side bracket lights placed on each side of 
the basin, as shown. The bath-rooms attached to the larger 
outside rooms are also provided with plug outlets serving for 
connection for curling-iron heaters, milk warmers, etc. The 
ceiling outlets in the corridor are wired in alternation so that 
every other outlet may be lighted, in case all the lights are not 
needed. The switches for the corridor lights are located at the 
distributing center at which the circuits originate- 

Fbeder System 

As will be seen from the diagram. Fig. 76, the cellar, basement, 
and ground floors are supplied by separate feeders. This is done 
because of the great importance of having continuous and umn- 
temipled lighting service at these floors. The three distributing 

t centers at the cellar are supplied by a single feeder which terim- 
nates at one of the centers and supplies the other two by means 
of mains extended from the feeder. Three of the eight distrib- 
uting centers at the basement floor serve to supply the outside 
hghts, as described above. The di.stributing center for the out- 
side street lamps is aupplied by a separate feeder from the main 
switchboard. The centers for the receptacle lights over the 
entrance are supplied by mains from the distributing center in 
the corridor at the ground floor. The other five distributing 
centers at tlie basement floor serve for the ))asement lights only; 
they are fed by two separate feeders, one of which serves two 
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centers and the other three centers, as shown. Each of the three 
centers at the ground floor is supplied by a separate feeder. 

The upper floors, from the first to the fourteenth inclusive, are 
divided into two symmetrical sections. Each section has its own 




Fig. 76 

distributing center, and its own set of supply feeders. The dis- 
tributing center in each set is located at the same point at each 
floor. Each feeder from the first to the twelfth floor inclusive 
serves to supply three distributing centers. The feeder terminates 
at the middle center of a group of three, and is extended by 
mains to the corresponding centers at the floors immediately 
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above aud below. In the case of the thirteenth and fourteenth 
floors, the feeders terminate at the thirteenth floor and are ex- 
tended by mains to the corresponding centers at the fourteenth 
fliior. 

WIRING OF A LARGE PRIVATE RESIDENCE, N. Y. CITY 

The building is a fire-proof construction and cousista of a 
cellar, basement, and sis stories. The construction is of the 
skeleton type, having iron girders and beams with terra-cotta 
arches and terra-cotta partitions. The flooring above the base- 
ment is of wood except in bath-rooms, kitchens, etc., where it is 
of tile. The distance between the top of the beams and the 
finished floor is five inches. 

The electric current supply for the building is derived from 
the street mains of the New York Edison Company, and is three- 
wire for lighting, and two-wire for power, the lamps used being 
120 volts and the motors 240 volts. 

The plans of the cellar are not shown as the lighting on this 
floor is not of sufficient interest to require description. The 
street mains enter the buidling at the front of the house, at base- 
ment floor, where a service switch and cut-out is installed; thence 
they extend to the house feeder switchboard located at the rear 
of the cellar. At this point, the meters for lighting and power 
are located; various feeders for both lighting and power also 
originate at this board, each feeder being controlled by a knife 
switch. 

One center of distribution is located in the basement, ground 
floor, salon, library, studio, and attic floors, and two centers of 
distribution at the guests' bedroom floor. For power purposes, 
one center of distribution is located at the cellar floor only. The 
method of electric feeding is shown in the diagram of feeders. 
The conductors for the feeders are all installed in iron eouduit. 
a single conduit being provided for all the conductors in each case. 
The feeders for the upper floors rise from the house-feeder switch- 
board to the level of the ground floor, l hence they run under 
the flooring of the ground floor to the rising point opposite lh« 
servants' stairs, where they rise to the upper floors, as shown. 
The conduits for this portion of the feeders are placed against 
the terra-cotta partition and then furred in by wire lath, which 
was afterward plastered. The motor circuits provide for six 
motors, including two for electric elevators, three for electric 
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dumb-waiters, and one for operating the skylight louvres over 
the stair well. 

Basement (Fig. 78) 

The lighting and the wiring of this floor require no special 
description as it is suf&ciently intelligible from the plan. It 
will be noticed that two junction boxes are shown on the front 
basement ' wall. These junction boxes serve for two outside 
pedestal lights shown on the ground floor plan. 

Ground Floor (Fig. 79) 

The circuits for the two outside pedestal lights are run in 
conduits on the basement ceiling as far as the junction boxes on 
the front entrance wall. The circuits from this point consist of 
lead-covered conductors set in iron conduits. These lead-covered 
conductors rise inside of the pedestal fixtures as far as the sockets 
on the fixture, and special precautions were used to make the 
outside wiring weather-proof. 

The floor outlet in the entrance hall serves for electric lights 
in an electric fountain located in the center of the hall. 

The bracket and chandelier lights in the entrance hall are 
controlled by four automatic switches, the push-buttons operating 
the same being located on the wall outside the reception-room, 
as shown; the bracket lights are controlled in two equal groups 
and the ceiling lights in two unequal groups. A fifth automatic 
switch controls the lights located over the main stairs at the 
level of the library floor. 

The bracket lights in the reception-room are controlled in 
two equal groups by means of push-button switches located 
near the entrance to the room. 

The lights in closets at this floor, as at all the upper floors, 
are controlled by means of automatic door switches. 

In the kitchen, receptacle lights were installed under the 
hood over the kitchen range; the lights are controlled by a push- 
button switch near the range. 

Night Lights 

On the ground floor provision was made for a night circuit, 
consisting of one light in vestibule, one in entrance hall, and at 
rear of stair hall. These lights are controlled by a push-button 
switch located in entrance hall. 
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At the library, guest bedroom, and studio floors, provision is 
made for two one-light brackets located at llie ends of the hall. 
In each caae the brackets are controlled by a push-button switch 
located on the same floor. 

Salon Floor (Fig. 80) 
The tights at each of the bracket outlets in the salon are 
supplied by two separate circuits, the circuits being controlled 
by six push-button switches located near the entrance to the 
salon. The ceiling outlet is supplied by three circuits eon- 
trolled by three push-button switches also located near the 
entrance. By this arrangement, it is possible to get any desired 
degree of illumination. The bracket outlets and ceiling outlet 
in the hall are supplied and controlled in a similar manner by 
push-button switches loaded on the wall near the head of stairs. 
An outlet is pro\'ided for a lantern in front of each of the three 
windows in the hall. The ceiling outlets and brackets in the 
dining-room are supplied and controlled in a similar manner to 
those in the salon and hall, the switches being located near the 
entrance to the dining-room. Plug outlets are located in the 
baseboard in the salon, hall, and dining-room, to serve as con- 
nections for fans, table lights, etc. 

Library Floor (Fig. 81) 

Extension outlets are provided in the library at a height of 
approximately six feet from the floor for providing lights in 
the future over the bookcases and book-stacks. Plug outlets 
in the baseboard provide for lights on the reading-tables. The 
outlets in this room are supplied and controlled in a similar 
manner to the rooms on the salon floor. The bedrooms are 
lighted in this manner by bracket lights as is also the boudoir, 
the outlets being supplied by two separate circuits controlled by 
push-button switches located near the doors. A plug outlet is 
provided in all cases on each side of the bed. 

At this floor are shown the 48 receptacle outlets which are 
located between the glass ceiling and the stair well. 

At this floor there is a connection in the elevator shaft for 
the light in the elevator car. The circuit terminates at a cable 
junction box located in the wall at the back of the shaft. At 
this point a connection is made with the flexible elevator cable 
extending to the outlet in the car. 
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Guests' Bedroom, Studio, and Attic Floors (Figs. 82, 83, 84) 

The lighting and wiring on these floors requires no description, 
as it is simple, and is clearly shown in the plans. 

WIRING OF AN APARTMENT HOUSE 

The plan shows a typical floor in an expensive apartment 
building in New York City. Each floor of this building serves 
as a single apartment, a separate feeder being provided for each 
of the apartment floors, the current consumed being measured 
by an instrument on the switchboard in the basement. The 
current supply for the building is derived from an isolated plant 
located in the basement, consisting of two 75-kw. units and one 
50-kw. The dynamos are continuous current, compound-wound, 
116-volt machines, each being direct -connected to a simple higli- 
speed engine. 

The lights in the public halls, stairs, etc., are supplied by 
vertical circuits rising from the basement, and the current con- 
sumed in each of these circuits is measured l)y a separate meter. 

Although the apartments are rented with the light included in 
the rental, the wiring is so arranged that the current consumed 
by the occupant of-each apartment may be measured and charged 
for, if desired. 

As will be seen from the plan, the cut-out cabinet for each 
apartment is located near the tradesmen's elevator, just outside 
the butler's pantry. This arrangement makes it possible for the 
house electrician to have access to the cut-out cabinet, to test 
circuits, replace fuses, etc., without entering the apartment itself, 
and also places the cabinet in an inconspicuous position. The 
location of lights and switches, the arrangement of circuits, etc., 
are clearly shown on the plan (Fig. 86) and require no explanation. 

WXRING PLAN OF GROUND FLOOR OF A LARGE HOTEL 

The plan (Fig. 87) shows the arrangement of lights and the 
wiring of the ground floor of a large summer hotel located in the 
White Mountains. On this floor are located the office, dining- 
room, assembly-room, card-rooms, and the ballroom. The plan 
is to a great extent self-explanatory and requires little description. 

The chandelier outlets in the middle portion of the dining- 
room are each supplied by a separate branch circuit, controlled 
by a push-button switch in the cut-out cabinet. The outer 
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Guests' Bedroom. Studio, and Atth. Floors i^Fics. S2. s:^, s4> 

The lighting and wiring on these fliujrs reijuiros no dosoripti»>n, 
as it is simple, and is clearly shown in the plans. 

WIRING OF AN APARTMENT HOUSE 

The plan shows a typical floor in an expensive apart hkmu 
building in New York City. Each floor of this building servos 
as a single apartment, a separate feeder being pn»vidoil for each 
of the apartment floors, the current consunu^l being measurctl 
bv an instrument on the switchboard in the basement. Tiie 
current supply for the building is deriveii from an isolated plant 
located in the basement* consisting of two 75-kw. units and one 
5()-kw. The dynamos are continuous current. compound-w<)un<l, 
116-volt machines, each being direct-connected to a simple high- 
speed engine. 

The lights in the public halls, stairs, etc., are suj)j)lied by 
vertical circuits rising from the basement, and the current con- 
sumed in each of these circuits is measured by a s(»parate meter. 

Although the apartments are rented with the ligiit included in 
the rental, the wiring is so arranged that the current consunuMJ 
by the occupant of-each apartment may be measured and charged 
for, if desired. 

As will be seen from the plan, the cut-out cabinet for each 
apartment is located near the tradesmen's elevator, just r)Utside 
the butler's pantry. This arrangement makes it i)ossil)le for the 
house electrician to have access to the cut-out cabinet, to test 
circuits, replace fuses, etc., without entering the ai)artment itself, 
and also places the cabinet in an incon.spifuou.s pfisition. Tfie 
location of lights and switches, the arrangemr-nT of circuits, ctr.. 
are clearly shown on the plan (Fig. Hfi) and rer^uirf no rx plan;! r ion. 

WIRING PLAN OF GROUND FLOOR OF A LARGE HOTEL 

The plan (Fig. 87) shows the arranffement- of L/hm irj-: ' c 
wiring of the ground floor of a large numm^r r;i/<^i .o< l^^■^l -r. . f 
White Mountains. On this floor are lof-irfMi *i.p oiT^-^^ l.-. ■ ■/ 
room, assembly-room, card-rooms, and r'wf yiilroor.. T: ^ , >^ 
is to a great extent self-explanatory and rf^rr.'.rf^-^ ■ *^ ;f-v- .• 

The chandelier outlets in the middlp oor •-» .♦" ^' 
room are each supplied by a separatP hr^noh circn'* '■'••/ - 
by a push-button switch in the 
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Guests' Bedroom, Studio, and Attic Floors (Figs. 82, 83, 84) 

The lighting and wiring on these floors requires no description, 
as it is simple, and is clearly shown in the plans. 

WIRING OF AN APARTMENT HOUSE 

The plan shows a typical floor in an expensive apartment 
building in New York City. Each floor of this building serves 
as a single apartment, a separate feeder being provided for each 
of the apartment floors, the current consumed being measured 
by an instrument on the switchboard in the basement. The 
current supply for the building is derived from an isolated plant 
located in the basement, consisting of two 75-kw. units and one 
50-kw. The dynamos are continuous current, compound-wound, 
1 16- volt machines, each being direct -connected to a simple high- 
speed engine. 

The lights in the public halls, stairs, etc., are supplied by 
vertical circuits rising from the basement, and the current con- 
sumed in each of these circuits is measured by a separate meter. 

Although the apartments are rented with the light included in 
the rental, the wiring is so arranged that the current consumed 
by the occupant of -each apartment may be measured and charged 
for, if desired. 

As will be seen from the plan, the cut-out cabinet for each 
apartment is located near the tradesmen's elevator, just outside 
the butler's pantry. This arrangement makes it possible for the 
house electrician to have access to the cut-out cabinet, to test 
circuits, replace fuses, etc., without entering the apartment itself, 
and also places the cabinet in an inconspicuous position. The 
location of lights and switches, the arrangement of circuits, etc., 
are clearly shown on the plan (Fig. 86) and require no explanation. 

WIRING PLAN OF GROUND FLOOR OF A LARGE HOTEL 

The plan (Fig. 87) shows the arrangement of lights and the 
wiring of the ground floor of a large summer hotel located in the 
White Mountains. On this floor are located the office, dining- 
room, assembly-room, card-rooms, and the ballroom. The plan 
is to a great extent self-explanatory and requires little description. 

The chandelier outlets in the middle portion of the dining- 
room are each supplied by a separate branch circuit, controlled 
by a push-button switch in the cut-out cabinet. The outer 
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group of chandelier outlets in the dining-room is supplied by two 
separate branch circuits, each of which is controlled by a separate 
switch at the cut-out cabinet. In addition to this, and for con- 
venience, all of the ceiling lights in the inner group are controlled 
by a single knife switch at the cut-out cabinet, and all of the lights 
in the outer group are similarly controlled. By this arrangement 
it is possible to get any degree of refinement desired in the lighting. 
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The ceiling lights in the assembly hall are controlled in two 
large groups by knife switches located in the cut-out cabinets, 
thfe outlets being wired in alternation. The bracket outlets are 
controlled in a third group. 

The ballroom is principally lighted by means of 300 reflector 
ground-glass lamps placed in the ceiling. These lamps are wired 
in alternation and controlled in two groups at the cut-out cabinet. 
Wiring was provided in the ballroom for four additional chandelier 
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%>utiets of 16 lights each, but the fixtures were never installed, as 
It was not found necessary or desirable. Bracket chandelier 
outlets were also provided for lighting the alcoves at the sides of 

J the ballroom. As it was intended to use the ballroom at times 
tor entertainments and theatrical purposes, provision was made 
lor footlights on the stage and for ceiling lights over the stage. 
WIRING PLAN OF FIRST FLOOR OF A CLUB BUILDING 
The plan (Fig. 88) shows the wiring of a characteristic floor 
in a club building located in East Sixtieth Street. On this floor 
are located the lounging-room, magazine and newspaper rooms, 
two card-rooms, service-room, etc. 

Owing to tiie arrangement of this floor it was found imprac- 
ticable to have more than one center of distribution for the lighting 
circuits, and this center of distribution is located in a rear hall. 

Floor outlets were installed in the magazine and newspaper 
rooms for providing means for supplying current to fixtures to 
be located on the tables. Pedestal lights are located near columns 
in the lounging -rooms, for standard fixtures. Plug outlets are 
located at various points along the walls for supplying current 
to movable fixtures to be located on tables, for portable fans, etc. 
The ceiling lights in all cases are controlled by push-button 
witches, which are in most cases located in the cut-out cabinet. 

SPECIFICATION 
\dR Elbctric Wiring for a Private Residence in New Jersey 
Dated, New York, June, 1905. 

Charles E. Knox, 

Electrical Engineer, 

76 William Street, New York Qty. 
All proposals must be addressed to tht Electrical Engineer. 

IT . „ General Conditions 

|s) Plans: 

This Specification includes five (5) plans, as follows: — 

Wiring Plan of Basement. 

Wiring Plan a! First Floor. 

Wiring Plftu of Second Floor. 

Wiring Plan of Attic. 

Diagram Sheet. 

^) Explanations: 

Any information or explanation required concerning the meaning 

and force of any portion of these Specifications or plans will be 
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furnislied by the Electrical Engineer whose ruling and dedBJoa 
will be final and conclusive on any points or i|ueation8 brou^t up. 
Any explanations requisite in connection with the preparation of 
eetimates must also be obtained from the Elei^tncal Engineer. 
(c) ScoPB OF Contract: 

It ia the intent of this Specification to include all mftteri^B or 
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labor necessary to install ami put into good working condition the 
equipment specified in this Speciticalion, or indicated on the plans. 
Any materials or labor not specifically mentioned or exduded, 
that may be found necessary to complete any portion of the equip- 
ment io substantia! manner, shall be furnished by the Contractor, 
just as if specifically mentioned iu this Specification, and without 



extra cost to the Purchaser. 
(d) Chamgbs: 

No changes will be permitted i 
accompanying the same, except i 



this Specification, or in the plans 
1 minor details or for good legiti- 



mate cause, or except when made necessary by reason of altered 
conditions or changes in the building. 

No such changes shair be made without the authority of the 
Electrical Engineer. 

The Purchaser shall have the privilege of ordering any changes 
that may be deemed desirable or necessary, tor the hereinabove 
specified reasons or for other legitimate reasons, at any time before 
the completion of the work. 

All such changes, involving no additional cost to the Contractor 
and no loss or expense to the Purchaser, are to be made free of 
expense to the Purchaser. 

For all changes ordered by the Purchaser, or his representative, 
the settlement shall be made when possible by reference to the 
"stated prices" which are required to be quoted in the Contractor's 
proposal, as specified hereinafter. 

For any addition to, or omission from, the circuit work, or for 
any other change required in the installation, involving additional 
cost to the Contractor, and for which no adequate basis of settle- 
ment has been provided in the '"stated prices" aforesaid, the Con- 
tractor must first gi\'e written notice of such additional cost, and 
must submit an estimate; and a special order shall be issued for the 
said addition, omission, or change, before the work of making said 
change is begun. 

Bills of all extra work must be rendered promptly on the com- 
pletion of said extra work, accompanied with all items, and details 
necessary for the proper audit of said bills. 

The Purchaser shall receive credit (or the value of all materials 
or work discarded and not inatailed. 

No allowance shall be made for extra work unless these conditions 
are fully complied with. 

iNBPECTIOfJ : 

The details of the installation will, in general, be under the 
direction and subject to the approval of the Electrical Engineer; 
and the Purchaser reserves the right to reject any portion of the 
equipment or installation work found by the Electrical Engineer 
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to be below the commercial standard required by tfaU SpeciSca- 
tion. 

[/) REPAtRs, Defects, etc.: 

The Contractor must use only the best apparatus, appliances, and 
materials, and must employ labor skilled and competent for the 
work. Ho is to be responsible for and must repair or moke good. 
without expense to Purchaser, any and all defects or derangements 
occurring or arising ui the specified equipment within a period of 
six months after its acceptance; provided the said defects be due to 
imperfect apparatus, appliances, or materials, or imperfect work- 
manship or installation work furnished by the Contractor, and are 
not due to careless or improper operation of the equipment by the 
Purchaser's representative. 

(g) Other Trades: 

III case any portion of the work to be done under this Specification 
involves mason-work, iron-work, carpenter- work, plumbing, steam- 
fitting, or any work pertaining to other trades employed in doing 
like work in the building, the Contractor must have the said work 
done in such manner as to obviate all antagonism on the part of, 
or difficulty with, the particular trade engaged in doing such work. 
The Contraclflr should arrange, whenever possible and practicable, 
to have any of the hereinabove mentioned work pertaining to other 
trades done by the General Contractor, or Sub-Contractor, doing 
the rest of such work in the building. 

The Contractor for the work covered by this Specification will be 
required to co-operate with the other Contractors, to avoid delay 
and obviate defects in any part of the equipment, and to prevent 
damage or loss of materials. 

(A) Accident; 

The Contractor 'is to be responsible for his own acts, and those of 
his employees, Sub-Contractors, etc., and is to bear any loss resulting 
from his or their neglect, or the violation of any Ordinances; or 
any accident caused by him or them or by the machinery until the 
equipment shall have been accepted. 

(t) Inbubanck: 

All materials and work are to conform in al! respects to the re- 
quirements and regulations of the fire insurance and inspectior 
authorities having jurisdiction, including the latest amendments 
and modifications in their rules. Certilicat« of inspection must be 
furnished by the Contractor, from each and every inspection bureau. 

SUMMARY SHEET 
The summaries of the principal items comjirised and induded m 
the Electric Wiring and Circuit Work, specified in Section I of this 
Specification, are as follows: 
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13 outlets for 14 Incandescent light chandelier fixtures. 
41 outlets for 41 Incandescent light bracket fixtures. 
8 outlets for 8 Incandescent light ceiling receptacles. 
2 outlets for 2 Incandescent light wall sockets. 

10 outlets for 10 Incandescent light drop cords. 

7 outlets for 7 Insertion plug connections. 

Total number of outlets — 71 

Total number of lights — 81 
1 Feeder. 
1 Cut-out and Cabinet. 

1 Service Panel, Switch and Cabinet. 
16 Branch Circuits. 

20 Local D. P. Push-Button Switches. 

1 1 Local 3-Point Push-Button Switches. 

2 Local 4-Point Push-Button Switches. 
2 Local Rotary Snap Switches. 

106 Outlet Boxes (of all kinds). 

10 Drop-Cord Outfits — 10 lamp shades and holders for same. 

Average length of cord (flexible) 3 feet. 

(Note. 7 of the drop-cord outfits are to have keyless sockets; 3 of the 
drop-cord outfits are to have pull sockets.) 

8 ceiling receptacles — 8 metal rosettes for same. 
2 key wall Sockets. 

SECTION I. ELECTRIC LIGHT WIRING 

1. Electric Current Supply: 

The electric current supply for the building will be derived from 
the street mains of the local electric lighting company. 

The service for lighting will be alternating current, 110 volts, 
secondary pressure. The service wires will enter the building in 
the attic. 

The three-wire system will be used for feeder and mains, and the 
two-wire system for branch circuits. 

2. Leakage and Insulation: 

The insulation of the circuit work from the feeding point to the 
outlet shall be made sufficiently perfect, in any circuit or branch 
under full current pressure and load, to prevent a leakage exceeding 
one 200,000th part of the current in said circuit or branch. 

3. Lamps: 

No lamps will be included in the present contract. 

4. Definite Locations: 

The locations indicated on the Wiring Plans are supposed to be 
approximately correct, but are understood to be subject to such 
revisions as may be found necessary or desirable at the time that 
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the circuit-work is installed, iri consequence of increase or reduetion 
I of the number of outleU, or In order to meet difficulties, or to siiu- 
I plify the work, or for other legitimate cause. 

The precise and definite location of all conduits, conductors, 
circuit-appliances or accessories, is to be. in every inatance, as 
directed or approved by the Architect or Electrical Engineer. 

No allowance will be made the Contractor for any and all changes 
necessitated in the circuit-work in consequence of the Contractor's 
neglect to have the said locations defined or approved by the proper 
person or persons. 
, Fbeders a.<40 Mains: 

The Feeder Sheet shows the method of feeding, and gives all the 
necessary data relating to the feeders and mains. 

(N.B. This Sheet is not intended to indicate the exact location, 
heights, etc., of cut-outs, switches, etc., or the exact course of the 
feeders and mains.) 
. Schedule of Sizes: 

The sizes of wires or cables to be used for each of the feeder or 

main conductors are given in the tables of data on the Feeder Sheet. 

The lengths taken as basis of calculation are estimated fn>ro the 

m plans, by scale measurements, with allowance for bends, terminals, 

I etc. 

r The Contractor must verify all lengths by actual measurement 
made at the building at the earliest possible date; and all d ~ 

anciea must be reported to the Electrical Engineer. 

The Contractor shall provide and install conductors of the exi 
and precise length requisite for each case. 
. Brancti Circuits: 

The Wiring Plans show the principal features and details of t 
circuit wiring for the various branch circuits. 
See Clause 4. 

All the branch circuits shall be of No. 14 B. & S. gage, \ 
otherwise indicated on the plans. 
. Tube Conduits: 

The Contractor shall provide a single conduit for each set of 
conductors for feeders, mains, and branch circuits. 

All the conduits shall l>e of the enameled (unlined) type. The 
conduits shall be of the Loricated, Electroduct, or other equally 
good make, approved by the Electrical Engineer. 

For the branch circuits, the Contractor shall use one half inch 
conduits. For the feeder and main conductors, the minimum aiiea 
allowed are scheduled on the Feeder Sheet. 
. Arranobmbnt of Conduits: 

The wiring conduits are to be set exposed only at certain places 
(such as where the walls and ceilings are not to be finished), when 
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such exposed conduit work is. fur good reason, permissible or pref-'H 
erable. 

At all other places, the conduits shall be set so aa to be concealed 1 
under or between floors, in walls, partitions, chaces, behind lathing, .] 
furring, etc. 

The tubes shall be properly secured in position by means of ap- * 
proved support and fastening. Where the proper support and 
fiiatening cannot otherwise be secured, the Contractor shall provide 
and set suitable wooden supports to which the conduits shall be 
secured, in approved manner. . 

The arrangement of conduits shall be, in general, subject to thtt>H 
direction and approval of the Electrical Engineer in every detail, fl 

10. Protection of Condditb: I 

All conduit tubes run exposed shall be painted with a protective^ 
coat of paint or compound adequate to protect them against corro- fl 
sion, rust, etc. I 

11. Conduit Bends: 1 

The Contractor will be permitted to make bends in the one half I 
inch conduits instead of using made elbows and offsets, provided fl 
the bends be properly made, and in a manner approved by the I 
Electrical Engineer. I 

For all the sizes of conduits larger than one half inch, the Con- I 
tractor will use the special elbows and offsets made for the purpose. I 

12. CoNDriT Ends: I 

Use particular care in running the conduits to the various outlets, 1 
cut-out cabinets, etc., and in connecting them with the outlet ■ 
boxes, connection compartments of cut-out cabinets, etc. Make J 
the length of conduit such that the ends will fit precisely and prop- M 
eriy at such points. Make all such runs of the conduits neatly, ■ 
symmetrical !y, and avoid bunching or crowding the conduit ends* I 
unduly. I 

Provide and use an approved conduit-end insulator (or an ap- I 
proved equivalent) for each and every conduit-end at cutout* I 
cabinets and at all outlets as required by the Insuratire Rules. 1 

Plug each section of conduit at both ends with cork as soon as 1 
installed, to prevent tta filling with plaster, dust, etc., and to obviate I 
moisture condensation therein. J 

13. Odtlbts: I 

Provide and set a special iron outlet box for every electric light I 

outlet and for every local switch outlet. Said outlet-box to be of'l 

approved design and construction, of form and dimensions suited 'J 

and adapted in every instance to its specific location, the kind of i 

^^K fixture to be used, the number and arrangement of conduits, gae- J 

^^■^^>e8, etc., connecting therewith. I 

^^^■> Special designs and makes of outlet boxes will be required, and J 
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shall be provided by the Contractor for &I1 cases where the s 
and other conditions, limitations, peculiarities, or requirementq 
influencing the arrangement, features, and details of the i 
shall necessitate said special outlet boxes, for the proper, complete, 
workmanlike outfit and equipment of the particular outlet or outlets. 

The particular kind and make of outlet box used must be sub- 
mitted to and approved by the Electrical Bngiiieer. 

The Bossert outlet box will be approved. 
Fixture Supports: 

Provide and install at each lighting fixture outlet a 
f fixture support. 

Lt "combination" outlets the gas-pipe may be utili/ed for t 
\ fixture support. 

At "electric" outlets, a special supporting device will be requin 
t u follows: 

(a) For ceiling or chandelier fixtures the support may consist t 
iron pipe of approved diameter, suitably fastened and secured t 
the framework of the ceiling, or to the floor beams, arches, etc., 
the floor above, by a tee or angle affixed to said pipe. 

(6) For "bracket" or "side" fixtures, the support shall c 
of a special flanged metal stem attached to the outlet box i 
having a threaded end of proper length and otherwise suited f(i| 
the fixture insulating joint. 

The flanged portion shall have a broad baae and it shall be securely 
attached to the outlet-box at not less than three points. 
. Cut-out Cabinets: 

All cut-out cabinets (including doors and trims) required in 
connection with this contract will be provided by the Contractor. 

Each cut-out cabinet shall consist of a box of proper form and 
dimensions, with a connection compartment of not less than three 
inches on all four sides of the cut-out panel. The front portion of 
the cabinet shall consist of a door (provided with approved lock 
and key) with suitable approved wooden trim ; the door and trim 
shall match the surrounding woodwork. 

The connection compartment of the cabinet shall be lined with 
sheet iron of approved thickness. The door shall be lined on the 
inside with slate, not less than five sixteenths (VV) of an inch thick. 

llie design of eaj^h cut-out cabinet must have the approvd ol 
the Electrical Engineer. 

. COTWIUTS: 

All cut-outs shall be of the "panel" type, with metal bin 
connecting bars, etc, mounted on a slate slab. 

Each panel shall be encased, when in proper position in the c 
out cabinet, by slabs of slate not less than five eighths (f) of an 
inch thick, of width equal to the full depth of the cabinet, and 
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securely fastened to the bottom of the cut-out cabinet by special 
angle iron supports, or in other approved substantial manner. ^ 

Holes shall be drilled in the said slabs, one for each individual 
conductor, of suitable size therefor, and located opposite the par- 
ticular cu1>K)ut connector to which it corresponds. 

Each cut-out panel shall be maQe of approved slate, not less than 
seven-eighths (|) of an inch thick, of proper, adequate form and 
dimensions for its purpose, with face finished in approved manner, 
and having mounted thereon the bus-bars, connecting bars, and 
all other cut-out appliances. 

The design, construction, and proportions of all current-carrying 
parts and contacts shall be based on the same allowances for cur- 
rent, density, etc., as specified, in Clause 19 (Switches). 

All exposed metal parts shall be finished bright, polished, and 
lacquered. 

All circuit cut-out connections shall be double poled. 

The Contractor must submit detailed drawings to the Electrical 
Eiigineer of all cut-out panels within ten (10) days of the award 
of the wiring contract; said drawings must be approved before the 
outside (rough) boxes for the panels are made. 

All fuse connections shall be made by means of suitable approved 
enclosed fuses. Each branch circuit shall be controlled by an 
approved knife switch. The clips and blades of the knife switch 
must be of sufficient size to prevent the possibility of their getting 
out of alignment or becoming loose or bent by the operation of the 
switches. 

Each cut-out panel is to be provided with suitable approved 
means of detecting and locating blown fuses, open circuits, etc. 
This may consist of a lamp outfit including a receptacle with suitable 
approved plug contacts attached to the base. The plug contacts 
to be so arranged as to make it possible to utilize the outfit for test- 
ing each of the branch circuit connections, mains and feeder con- 
nections. 
17. Schedules: 

Provide suitable means of indicating at each cut-out connection 
the circuit corresponding thereto, by stamping the circuit number 
or name letter upon the cut-out bus-bars. 

Provide and place in each cut-out box, on the inside of the door, 
under a glass plate secured to said door, by means of an approved 
metal frame, a suitable schedule made out on an approved blank, 
giving the name of the Feeder or Main supplying the group or 
groups of cut-outs in said cut-out cabinet and of every Main or 
Branch Circuit originating at said cut-out or cut-outs; also the 
section or portion of the building supplied thereby; also the proper 
sise or capacity of fuse required therefor. 
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18. FuBEs; 

Provide all the necessary fuses, nnti make all the necessary con- 
nections between circuita at cut-outs. 

Provide and fumiah an entire duplii^ale set of fuses for each and 
every cut-out connection. This duplicate set shall be in addition 
to the fuses used up to the tiule of the acceptance of the contract. 

All fu.ses shall be of the enclosed Cartridge type of the D. W. 
No-Arc, or other equally good approved kind of make. 

19. Switches: 

The type and make of switches used, and the details of their 
installation, shall be subject to the approval of the Eleclrictil 
Engineer. 

Samples shall be submitted for approval. 

(a) Knife Sti-itrheg : All knife switches shall be made of pure 
rolled copper only. 

The design, proportions, workmanship, and finish shall be, in 
general, the some as for high-class switchboard work, and shall be 
as approved tor each type and siiie of knife switch. 

(b) Flu)ih Switehes : These switches shall be of the double-pole 
push-button type, with ''flush" face plat« of approved moke, 
material, and finish. 

(c) Snap SwUckes : These switches shall be of the rotating "snap" 
type, of approved make, and shall be uaed as substitute for Puah- 
Button Switches only where the said push-button switches are not 
suitable or desirable, and only with the permission of the Electrical 
Engineer for each case. 

The Dianiond H. switch made by the Hart Manufacturing Com- 
pany is approved. Other switches may be submitted by the 
Contractor for approval, 

(d) N,B. Every "Push-Button" Switch and every "Snap" 
Switch shall be so made that it will readily and unmistakably indi- 
cate whether it is "on" or "off." 

(e) Localiona : The Contractor is specially notified that the loca- 
tions given or indicated in the Specification, or on the Plans, for 
the local switches, are subject to modification. In the case of local 
switches to be sot at or near the doors, the definite location will 
depend Ui>on and may be influenced by changes in the location, 
arrangement, or the "swings" of the door. The Contractor shall 
duly ascertain and note any and all such changes. 

No local switch is to hv installed until the definite location of the 
same has been duly determiued or approved by the Purchaser or 
his representative. 
20. Wires: 

All wires shall be of refined copper of not less than 9S per osnt 
conductivity, properly tinned, and provided with insulation and 
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covering of the most perfect and durable kinds in the market. The 
insulation shall be of quality such as used for Grimshaw, Habir- 
shaWy or Bishop wires of the highest grade, or other equally good 
grade or brand, approved and accepted by the Electrical Engineer, 
in writing. 

For double conductors intended to be used in the same conduit 
(for branch circuits, etc.) use two distinct wires, each provided 
with its own insulation, of the proper quality and thickness, and 
with a protective covering of approved braid; or else use duplex 
conductors, made up of a pair of such wires bound together with 
an approved braid. 

For all conductors of sectional area greater than No. 8 B. db S. 
gage use approved stranded conductors. 

Flexible cords shall be made up of finely stranded wires of total 
sectional area equal to No. 15 B. &, S gage. 

No wires to be used unless sample has been submitted and has 
been approved in writing. 

In the case of wires of Nos. 14 to 12 B. <& S. gage the insulating 
resistance shall be not less than 500 megohms per mile, after immer- 
sion of 5 days in water, at temperature of 25 to 35 degrees Centi- 
grade, and after electrification of five minutes using an e.m.f. 
of 500 volts. The insulation for all wires of other sizes shall be in 
due proportion to this amount, as required for the resistivity and 
thickness of insulation. 

For flexible cords the insulation resistance shall be not less than 
50 megohms per mile, under the same test conditions aforesaid. 

21. Samples of Wire: 

Immediately after the contract is awarded, the Contractor must 
furnish the Electrical Engineer with samples of wires of the size 
and length desired, for making suitable and proper tests of the 
same. 

22. Joints: 

All wires shall be continuous between the points- they connect, 
such as from outlet to outlet, from cut-out to cut-out, switch, 
junction box, etc. No joints shall be made except by special per- 
mission of, and in manner prescribed by, the Electrical Engineer. 

23. Sockets: 

All sockets shall be of the Weber or other equally good approved 
manufacture. 

For each "drop cord" outlet, listed in the schedule, provide and 
install the fixture "rosette,'' the flexible cord, a ball cord adjuster, 
and a drop-cord (keyed) socket; also provide the lamp shades and 
holders listed on the Summary Sheet. 

For each wall so(^ket listed in the schedule provide and install a 
porcelain base socket receptacle, having a key socket, p 
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For each "receptacle" outlet list«d in the ^hedule provide a 
install a porcelain socket receptacle having iieyless socket. 

Each outlet outfit shall be histolled in substantial and workman- 
like manner. The design aod make of each outfit, and the maimer 
of installing the same, must have the approval of the Electrical 
Engineer. 

24. Insertion Pmos; 

Provide, set, and connect insertion plug receptacles requisite for 
• the insertion plug outlets indicated on the plans and scheduled in 
the Schedule of Outlets and Lights. 

The outfit will include the recejitacle part of the insertion plug 
only, and no plugs or flexible cord are to be provided. 

Insertion plug receptacles of the Diamond H. manufacture will 
be approved 

25. Cutting, Chacing, ETC.: 

All cutting, chacing, drilling, etc., in connection with the work 
covered by this Specification, will be done under other contracts. 

26. FiJcruKB CoNNBcnoNs: 

The present contract will not include the setting of fixtures, but 
it will include the connecting of all branch circuits to the fixture 
wiring. 

No fixture cut-outs will be used. 

The Contractor shall test the fixture wiring, and shall make sure 
that it is free from leaks, grounds, or crosses, both before and after 
being connected to the branch circuits. 

All fixture wiring found defective in any respect ehati be reported 
to (and is to be repaired by) the Fixture Contractor. 

GENERAL DESCRIPTION OF CIRCUIT WORK 

27. BtJiLDiNo: 

The Building consists of Basement, two stories, and Attic. 
The heights of the stories are indicated on the Diagram S 
The building is of frame construction throughout, 

28. Electric CirRKENT Supply: 

The aupply of electric current will enter the building (overhead) 
and the service supply switch and meter will be placed at or near 
the point shown on the Attic Plan as directed later. 

At some future time the service lines may be run underground, 
and the present contract is to include an inch and a quarter con- 
duit, from Cut-Out A, at first floor to the basement ceiling, through 
which the service main may run later from the basement to Cut-Out 
A, without disturbing the Cut-Out Cabinet or partition. The leng:th 
of this conduit will not exceed ten feet. 

The meter will be provided by the electric lighting company. 
The present Contractor will be required to furnish a service switch, 
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and shall mount the same on a slate panel. The slate panel is to 
be sufficiently large to mount the meter thereon. The Ck)ntraetor 
shall also provide an approved plain wooden cabinet, properly lined, 
in which the service switch and meter panel shall be placed. The 
meter will be installed and connected by the electric lighting com- 
pany. The service switch shall be triple-poled and of 50 amperes 
capacity. 

29. Multiple Point Switch Circuits: 

As indicated on the plans, there will be five multiple point switch 
circuits, or branches of circuits, arranged so that various lights may 
be controlled from two or more points. The connections of the out- 
lets and switches are clearly indicated on the Diagram Sheet. 

30. Switch Connections: 

All switches must be connected with the white (lights "on") 
push-button uppermost. 

In all cases where switches are placed next to push-buttons, the 
switch shall be placed nearest the door. 

31. First Floor: 

The two plug outlets and the snap switches controlling them 
may be placed either on the side of the mantle, or else on the shelf 
of a book-case to be placed next the mantle, on each side. The 
exact arrangement and location of these two plug outfits shall be 
as directed at the time of installation. 

Outlet "o" in the Living Room will be "capped up" and may 
serve for a fixture to be installed later. The Contractor shall not 
install any conductors between the switch and this outlet. The 
switch shall be connected to control the two bracket outlets — p 
and q. 

The plug outlet "r" in Living Room, shall be placed in the base 
board directly under the switch. 

The Contractor shall provide an approved pull socket for each 
of the drop-cord outlets — d', e', and /' — located in Rear Hall, 
Servants' Dining Room and Passage, respectively. These sockets 
shall be of the General Electric or other equally good approved 
make. Samples must be submitted to the Electrical Engineer. 

32. Second Floor: 

The plugs in the Bedrooms are to be placed on the wall at a dis- 
tance between five and six feet from the floor; the exact height 
shall be as directed later. 
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OVERHEAD LIRE WORK 



It is not the intention to consider in this chapter overhead 
line work for long transmission lines, but simply to consider 
briefly the requirements for overhead line work, such as might 
he encountered in isolated or induBtrial plant work. 

The conductors for overhead line work should have double- 
braided weather-proof insulation, described elsewhere in this 
book. Where conductors are run exposed on the walls or roofs 
outside the buildings, similar forms of construction may be used 
to those described for interior work. 

The rules covering outside wiring are given under Clause B 
(outside work) of the National Electric Code, and the portions 
relating to work discussed in this book are as follows (corrected 
up to January 1, 1906): 

Outside Work ^m 

(Light, Power arui Heal. For Sinnaling Sijstfms, set ClaSK E.) H 

ALL SYSTEMS ANtl VOLTAOCS ^| 

12. Wires 

a. Service 
(See No. 41.) 
weather-pn>of i 
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riree must have an approoed rubber insulating covering. 

Line wires, other than services, must have an approved 

<r rubber insulating covering. (See Noa. 41 and 44.) All 

8 must have an insulation equal to that of the conductors they 



In riaka having private generating plants, the yard wires running 
building to building are not genemlly rimsidered as service wires, ao 
rubber insulation would not bo required. 

b. Must be bo placed that moisture cannot form a cross connection 
between them, not less than a foot apart, aud not in contact with any 
substance other than their insulating supports. Wooden blocks to which 
irisulalora are attached must be covered over their entire surface with at 
least two coata of water-proof paint. 

c. Must be at least seven feet above the highest point of flat roofs, 
and at least one foot above the ridge of pitched roofs over which 
pass or to which they are attached. 
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Roof structures are Irequently found which are too low or much too tight 
for the work, or whifh have been carelessly put up, A atructure which in to 
hold the wires a proper distance above the roof in all kinds of weather must 
not only be of sufficient height, but must be aubetantiaily constructed of 
strong material. 

b. Must be protected by dead insulated guard irons or wires from 
possibility of contact with other conducting wires or substances to which 
current may leak. Special precautions of this kind must be taken where 
sharp angles occur, or where any wires might possibly come in contact 
with electric light or po*er wires. 



nearly at right angles as 



Crosaee, when unavoidable, should be made a 
possible. 

e. Must be provided with petticoat insulators of glass or porcelain. 
Porcelain knobs or cleats and rubber hooks will not be approved. 

/. Must be 80 spliced or joined as to be both mechanically and elec- 
trically secure without solder. The joints must then be soldered, to 
insure preservation, and covered with an insulation equal to that on the 
conductors. 

All joints must be soldered, even if made with some form of patent splic- 
ing device. This ruling applies to joints and splices in all classes of wiring 
covered by these rules. 

g. Must, where they enter buildings, have drip loops outside, and the 
holes through which the conductors pass must be bushed with non-com- 
bustible, non-absorptive insulating tubes slanting upward toward the 
inside. 

For low-potential syal^ma the service wires may be brought into buildings 
tbrou^ a single iron conduit. The conduit to be curved downward at its 
oul«r end and carefully Healed to prevent the entrance of moisture. The 
outer end must be at least one Coot from any woodwork, and the iunerend 
must enter a main cut-out cabinet in a manner similar to that described in 
fine print note under No. 25, Section b. 

h. Electric light and power wires must not be placed on the same 
ernss-arm with telegraph, telephone, or similar wires, and when placed on 
the same pole with such wires the distance between the two inside pins 
of each cross-arm must not be less than twenty-six inches, 

t. The metallic sheaths to cables must be permanently and effect- 
ively connected to "earth." 

Ground Return Wires 

n. For the diminution of electrolytic corrosion of underground metal 
work, gromid return wires must be so arrangeil that the difference of 
potential between the grounded dynamo terminal and any point on the 
return circuit will not exceed twenty-five volts. 
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It is suggested that the positive pole of the dynamo be conoected to the 
trolley line, and that whenever pipes or other underground metal worit are 
found to be electrically positive to the rails or surrounding earth, that ihey 
be oonnected by conductors arranged so as to prevent as far as pouible cur- 
rent flow from the pipes into the ground. 



. Transformers 

(For conalmction rules, see No. 62.) 
[See aho N09. 11, 13 A aiul 36.) 
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Where trauBformers ore to l>e connected to 'high-voltage circuit*, it it 
necessary in many cases, for best protection to life and property, that the 
secondary Hyalem f« permanently grounded, and provision should be made 
for it when the tmnsformera are built. 

a. Must not be placed inside of any building, excepting central 
stations and sub-stations, unless by special permission of the Inspeotion 
Department having juriadiction. 

An outside location ia always preferable; first, because it keeps the bi^- 
voltage primary wires entirely out of the building, and second, for the reaamu 
given in the note to No. II a. 

b. Must not be attached to the outside walls of buildings, unless 
separated therefrom by eubstantial supports. 

It ia recommended that transformers be not attached to frame buildings 
when any other location is practicable. 

13 A. Grounding Low-Potential Circuits 

The grounding of !ow-]>olential circuits under the followidg reguln- 
tions is only allowed when such circuits are so arranged that under nor- 
mal conditions of service there will be no passage of cturent over the 
ground wire. 

DiHECT-CuRRKNT Thhee-Wire Systems 

a. Neutral wire may be grounded and when grounded the following 
rules must be complied with: 

1. Must be grounderl at the Central Station on a metal plate buried 
in coke beneath permanent moisture level, and also through hII av^ablc 
underground wal«r and gas pipe systems. 

2. In undet^round systems tbe neutral wire must also be grounded 
at each distributing bos through the box. 

3. In overhead systems the neutral wire must be grounded every 
500 feet, as provided in Sections r, e, }. and g. 

Inspeclirm Departments having jurisdiction may Ttquirf grouncUng if 
they deem it necessary. 

Two-wire direct-current systems having no accessible neutral p 
not to l>e grounded. -, -- 
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^■raHN ATING-CU H RE NT SeCUNPARY SYSTEMS 

6. Transformer secondaries of distributing systems should prefer- 
ably be grounded, and when grounded, the following rules must be com- 
plied with: 

1. The grounding must be made at the neutral point or wire, when- 
over a neutral point or wire is accesible. 

. When no neutral point or wire is accessible, one side of the second- 
arj- circuit may be grounded, provided the maximum difference of poten- 
tial between the grounded point and any other point in the circuit does 
not exceed 250 volts. 

3. The ground connection must be at the transformer or on the in- 
dividual service as provided in seetions d, e, j, g, and when transformers 
feed systems with a neutral wire, the neutral wire must also be grounded 
at least every 250 feet for' overhead systems, and every 500 feet for 
underground systems. 

Inspection Departments having jurisdiction may Ttquin grounding 
if they deem 



I Obound Connections 

, When the ground connection is inside of any building, or the 
Iground wire is inside of or attached to any building (except Central or 
C^ub-Stations), the ground wire must be of copjjer and have an approved 
Krubber insulating co\'ering, National Electrical Code Standard, for from 
|0 to 600 \o\ia. (See No. 41.) 

d. The ground wire m direct-current three-wire systems mu.tt not at 
P Central Stations be smaller than the neutral wire and not smaller than 

\o. 4 B. &. S gage elsewhere. 

The ground wire in alternating-current s>-stema must never be less 
L than No. 4 B. tb S. gage. 

On three-phase system, the ^Tound wire must have a carrying capacity 
i aquol to that of any one of the three miiina, 

e. The ground wire should, except for Central Stations and trans- 
Informer sub-stations, be kept outside of buildings as far as practicable, 

,t may be directly attached to the building or pole by cleats or straps 
on porcelain knobs. Staples must never be used. The wire must be 
as nearly a straight line as practicable, avoiding kinks, coils, and 
p bends, and must be protected when exposed to mechanical injury. 
LB protection can be secured by use of an approved molding, and as a 
Eiule the ground wire on the outside of a building should be in molding at all 
I |daces where it is in within seven feet from the ground. 

/. The ground connection for Central Stations, transformer sub- 
K'fltBtions, and banks of transformers must be made through metal plates 
I buried in coke below permanent moisture level, and connection should 
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also be made ta all available underground piping systems iDcIuding the 
lead sheath of underground cables. 

g. For individual transformers and building servicea, the ground 
connection may be made as in Section /, or may be made to water piping 
systems running into buildings. This connection may be made by carry- 
ing the ground wire into the cellar and connecting on the street side of 
meters, main cocks, etc. 

Where it is necessary to run the ground wire through any part of ft 
building it shall be protected by approved porcelain bushings through 
walls or partitions and shall be run in approved molding, except that 
in baaements it may be supported oo porcelain. 

In connecting a ground wire to a piping eysten), the wire should be sweat 
into a lug attached to an approved clamp, and the clamp firmly bolted to 
the wal«r pipe after all rust and scale have been removed; or be soldered into 
a brass plug and the plug forcibly screwed into a, pipe-fitting, or. where the 
pipes are cast Iron, into a hole tapped into the pipe Itself. For large stations, 
where coraiecting to underground pipes with bell and spigot joints, it is well to 
connect to several lengths, aa the pipe joints may be of rather high resistance. 

Where ground plates are used, a No. 10 Stubbs' gage copper plate, about 
three by six feet in size, with about two feet of crushed coke or charcoal. 
about pea size, both under and over it, would make a ground of sufficient 
capacity for a moderate-sized station, and would probably answer for the 
ordinary sub-statioD or bank of transformers. For a large central station, 
a plate with considerably more area might be necessary, depending upon the 
other underground connections available. The ground wire should be 
riveted to the plate in a numlier of places, and soldered for its whole length. 
Perhaps even better than a copper plate is a cast-iron plate with projecting 
forks, the Idea of the fork lieing to distribute the connection to the ground 
over a fairly broad area, and to give a large surface contact. The ground 
wire can probably best be connected to such a cast-iron plate by soldering 
it into brass plugs screwed into holes tapped in the plate. In all cases, the 
joint between the plate and the ground wire should be thoroughly protected 
against corrosion by painting it with waterproof paint or some equivalent. 

The details of overhead line work should now be considered 
and will be discussed under their respective heads: 

Spacing and Location of Poles. — A.s a general rule, the ' 
poles should be set from 110 to 120 feet apart. The poles shotild 
be located so as lo avoid obtrusivenesa and to avoid inconvenience 
to vehicles or pedestrians. 

The exact location of each pole in the line work should be 
determined before any of the poles are set. 

Trees should not be used for tine supports in lieu of poles, for 
the reason that the branches of the trees are apt to abraid or in- 
jure the wires. 

Poles. — The poles should be of selected quality and stock, 
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F good cedar, or chestnut, and should be sound and free from 
I i^akes, checks, or large knots. 

The length of the poles would, of course, depend upon con- 
Liditions. For poles of 25 or 30 feet, the diameter at the smaller 
[ end should be not less than 6 inches, and if over 30 feet should 
[•be not less than 7 inches. 

The poles should all be shaved, housed, and gained, and 
Bcleaned ready for painting before erection. 

The butt end should be tarred, "carbolined," ereosoted, or 
treated so as to prevent decay. 

Gains. — The gains (or the grooves made by the upper end 
of the poles for the cross-arms) should be about IJ inches deep. 
of proper width (usually about 4i inches), so as to fit the crosa- 
Farm exactly, and to be properly squared. 

The gains should be painted with a thick coat of lead and oil 
[before fitting the cross-arms to the poles. 

Cross-Arms. — The cross-arms should be of No. 1 Michigan 

■or Norway pine, or other equally good wood, suitable for the 

irpose, thoroughly seasoned and of selected quality. 

The cross-arms should be approximately 3 J inches by4i inches, 

aid for three pins should be not less than 36 inches long, and for 

Kfour pins not less than 48 inches long, and of corresponding 

Klength for greater number o( pins. 

The erosa-arms should be first painted with two coats of lead; 
they should then be properly fitted into the gain of the pole and 
securely fastened in position, using for each pin two iron lag 
screws about 7 inches long and f inches diameter. The joints 
should be made in a substantial manner and so as to leave the 
cross-arms at right angles to the poles and parallel with each 
other where two or more arms are used on the same pole. 

Pins. — The pins should be of selected locust, or equally 
good stock about IJ inches in diameter, and should be fitted 
closely in the cross-arm and nailed in place. 

Instilators. — The insulators for low-potential circuits (such as 

used in isolated industrial plant work, and for secondary wiring 

generally) may be of glass, and should preferably be of double " pet- 

kticoat" type, of suitable size for the wires to be carried by them. 

Guard. — Guard irons of suitable form and size should be 

Uprovided at all turns and comers where necessary to pre^-ent the 

om dropping to the ground, in case they should be detached 

e insulator on the cross-arm. 
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should be so arranged that the conductors may be readily removed 
and replaced without disturbing the undeiground conduits or 
ducts. For this reason, the methods formerly in use, where the 
conductors were placed in wooden boxes undei^round, has long 
since been abandoned, and the conductors are now placed in 
conduits or ducts. There are several methods now in use which 
will be worth while considering. 

Iron Pipe. — Iron conduit is frequently used for short lengths 
of small conductors, where only one or two conduits would be 
required. In such cases, the greater first cost of the Iron pipe 
would be offset by the greater cost of trenching and concrete 
work required by vitrified ducts or fiber conduit. Of course in 
cases where iron would be peculiarly subject to corrosion, it would 
be better to use vitrified conduit, but as a rule, iron pipe, or 
rather iron conduits, are used for short distances and for small 
conductors, and where only one or two circuits are to be run in 
the same trench. Iron conduit is also to be recommended where 
the ground is liable to '* cave in " or settle. 

The sizes of conduits and the sizes of conductors which may 
readily be installed therein and other data relating to iron con- 
duits, are given elsewhere in this book. 

While it might be desirable, it is not necessary, however, to 
lay a bed of concrete for the iron conduits, but where a number 
of them are run in the same trench it would be better to make a 
bed of concrete about two inches thick; where fiber conduit or 
vitrified duct, however, are used, this bed of concrete is abso- 
lutely necessary. 

Wood Conduits. — This conduit is not now used to any 
extent, but was formerly used very largely and was sometimes 
known as ''pump log.'' These conduits are about 8 feet in 
length and provided with socket joints. They are usually about 
4i inches square outside, with an opening 3 inches in diameter. 
As this form of conduit is subject to mechanical injury, it is neces- 
sary to place them a sufficient distance underground to avoid the 
possibility of their being disturbed by picks or shovels, or else to 
provide other means of protection such as placing a wooden 
plank, etc., over them. These conduits are impr^nated with 
coal tar or similar compound, which acts as a preservative of the 
wood. 

Fiber Conduits. — This is a favorite form of conduit for 
underground line work. One well-known make of fiber conduit 
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is manufactured by wrapping wet wood pulp or fiber upon a 
forming mandril under pressure; after the tube is formed on the 
mandril it is removed, and after Ijeing dried in the air it is placed 
in a tank of preservative and insulating compound. 

Fiber conduits are made in three different styles, namely, 
the socket-joint type, sleeve-joint type, and tlie screw-joint type. 
The screw-joint type is the beat, although the sleeve-joint type 
may be used if care be used when installing it, particularly in 
making the joints. 

In the first-mentioned type, the connections between the 
lengths of conduit are made by niMiw of male and female joints 
automatically turned on tkt Bnd ■of the conduit and accurately 



cut, so that it is only necessary to push one within the other to 
secure alignment without the use of any sleeve or other device. 
With this type of conduit, however, it is absolutely necessary 
that the lengths of conduit should be held rigidly in position, 
and it is therefore only adapted tor use where the conduit is laid 
in cement. 

The second or sleeve-joint type of conduits have the ends of 
each length turned so that a sleeve may be slipped over the turned 
portion, and butted up against the shoulder on the tube, and a 
water-tight connection made. These sleeves are about four 
inches long and about three-eighths inches in thickness. This 
t>'pe of conduit is shown in Fig. 89. 

The screw-joint type of fiber conduit is manufactured with a 
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slightly thicker wall than the socket-joint type in order to obtain 
the necessary thickness for cutting the thread on the end of the 
pipe. The sleeve in this case is threaded, and instead of being 
slipped on the conduit, as in the case of the sleeve-joint type, it 
is screwed on, and if desired the thread can be filled with a com- 
pound and a water-tight joint obtained. Fig. 90 joints shows 
screw-joint conduit with the threaded sleeve. 

Various fitting curves, elbows, etc., are made for this con- 
duit, including "S" bends, junction boxes, tees, reducers, coup- 
lings, elbows, etc. Couplings are also made so that joints may 
be made between fiber conduit and iron pipe, where for example 
it may be desired to continue the fiber conduit through the 
ground and up a pole, where it would be necessary to use iron 
pipe. 




Fio. 90 

The advantages of fiber conduit are: Lightness, which reduces 
the cost of transportation, carting, and handling, therefore mak- 
ing it much cheaper in these respects to iron conduit or vitrified , 
tile. The cost of labor for installing this conduit is less than that 
of either tile or iron pipe, as cheaper labor can be employed 
owing to its greater simplicity of construction and erection. It 
does not corrode or deteriorate like iron pipe, and has a smoother 
internal surface than vitrified tile. It has insulating qualities; 
while this advantage should not be considered to any great 
extent in adopting a form of conduit, yet it does afford a slight 
additional security in ease of break-down of the insulation on the 
conductor. 

The disadvantages of fiber conduit are: It b not Sytroog 
mechanically; this is of importance where the ground isr liable 
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"settle " or where a good solid base cannot be provided. 
It cannot be bent like iron pipe ao as to obtain any curvature 
that may be desired when installing it. 

It is strongly recommended that in all cases a concrete bed 

or matrix, at least two inches, be installed for fiber conduit. If 

this is not done, there is very great danger of the fiber conduit 

—being broken at the joints. It Is also well to flow cement over 

the top of the conduit as well. 

Vitrified Conduit. — Where there are a great number of 
conductors to be laid in the same trench, this form of conduit is 
undoubtedly the best that has yet been introduced. Its advan- 
tages are that it is cheap in first cost, and after being laid it is 
practically indestructible, as it is not subject to corrosion or 
deterioration. It is strong mechanically; it is not combustible, 
it is an insulator for low potentials, and in the multiple-duct 

Pe occupies less space than would be required by the other 
ns of conduit, which means a reduction in the cost of the 
Crete bed, the coat of trenching, excavating, etc. It does 
require skilled labor to install and it is made in a great 
iety of forms, sizes, etc. 
The conduit is made with single duct, two ducts, three ducts, 
four ducts, six and nine ducts in multiple. The vitrified conduit 
is made with square and with round holes. The advantages 
claimed for the square hole are that the capacity of the square 

I hole is about 25 per cent greater than the round whole duct, 
particularly where more than one conductor is drawn in a duct. 
Por example, four conductors could be just as readily placed 
in a square duct as three conductors of the same size in a round 
duct. 
The frictional resistance of the square duct is also less than 
the round duct, particularly in large sizes of conductors or where 
two or more conductors are drawn in the same duct. 

The relative approximate cost of underground conduits using 
iron pipe, fiber conduits (seven types) and vitrified conduits, 
where there are only a few conduits to be installed are roughly 
as follows (not including trenching or concrete work) : — 
Iron Pipe, . . ■ tl.OO 
Fiber Conduits . . 60 
Vitrified Duct . . 40 
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Construction of Underground Conduit Systems 

The trench for the conduit should be laid out as straight as 
possible, and for ordinary conditions should be not less than 
24 inches bstween the top of the uppermost conduit and the sur- 
face of the ground. After the trencli has been prepared, a foun- 
dation or bed of concrete of two or three inches should lie made 
of the necessary width for the conduit, and where a complete 
concrete enclosure is required, the conduit bed should be extended 
two or three inches on either side. The concrete should be 
mixed in proportions of one part cement, three parts of sharp 
sand, and five parts of broken stone or gravel. The broken stone 
should be of such size aa to pass through a one half inch sieve. 

Manholes. Handholes, etc. — Manholes or openings should 
be provided about e\'ery 300 feet in order to facilitate the in- 
stallation of the conductors in the duct. In some cases, where 
there are sharp bends, they may be located even closer, and in 
other cases the distances between centers might be increased. 

The manholes are usually built of brick or concrete with a 
cast-iron frame and cover. The manholes are built of various 
forms — square, round, rectangular and oval, according lo con- 
ditions. A manhole of the oval type has the advantage that 
cables can be conveniently arranged around the sides without the 
possibility of sharp ends, as may occur in the square of rectangular 
manholes. The manhole cover it^lf may be of different shape 
from the manhole, but round or square covers are usually used. 

Figures 91 and 92 show two fornis of manholes, the former 
being of the standard type of oval form for a targe number of 
ducts and adapted to withstand heavy traffic, and the latter being 
a smaller lype (square) for a few conduits wher« the cover would 
not be subject to heavy loads. 

As a rule, manholes should never be less than three feet in 
diameter, or three feet square. Where there are more than four 
or five cables, they should be not less than four to five feel in 
diameter, antl four or five feet deep. Manholes should, when pos- 
sible, be drained to prevent accumulation of water in the boMom 
from rain, seepage, etc. 

IxsTALLiso Conduit 
Iron Pipe. — As already stated, no concrete bed ia requbedJ 
fur iiuQ pipe, and it should be installed in the same "*»"'yF a 
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uready described for interior work, except that additional pre- 
feautions should be taken in the direction of covering the conduit 

with asphaltuni or similar compound to prevent corrosion. 

Fiber Conduit. — A concrete bed should be provided for 
i;fiber conduit, no matter which type is used. The joints should 
■be carefully dipped or coated with a special liquid compound 
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rovided for this purpose, so aa to insure water-tight joints. 
"he conduits should be spaced about 1^ inches apart, by means 

: wooden separators, and the spaces between the ducts and 
letween the walls of the trench and outer duets should be filled 
nth a thin grouting of cement and sand. If more than one 
Jiorizontal row of ducts are installed, the grouting of each row 
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should be smoothed over so as to prepare a base for the next row 
of ducts. To (ish the conductors in fiber conduit, it is not neces- 
sary to follow the method of rodding usually required with vitri- 
fied conduits, but by utilizing a. solid No. 6 iron wire and 
fishing from one manhole to the next the mandrels and brush 
may be attached to the end of the wire and pulled through the 
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conduits, thus insuring that the joints are smooth and that 
there are no obstructions in the conduit. To prevent accidental 
clogging of the ends of the conduit, wooden plugs should be io- 
staUed in the openings of all unfinished conduit work, or in all 
unoccupied conduits at manholes. 

Vitrified Tile Conduit. — The following is quoted from ( 
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alogue of the Standard Vitrified Company in relation to the 
installation of their vitrified conduit. 

"Laying of Conduit. — When the trench haa been properly 
prepared and the concrete foundation set, the laying of conduit 
should begin. The ends of the conduit should be butted against 
the shoulder of the conduit terminal brick; short length should 
be used for the breaking of joints. 

" Care should be taken when each length of conduit is laid 
that the duct hole is perfectly clear and the conduit level. The 
work may then proceed, and if the following instructions are 
carried out no difficulty will be encountered after the ducts are 
laid. When the first piece of conduit is laid and the keys inserted, 
one on the top and one on the side of the duct, the burlap for 
joints should be slipped partly under the conduit and the next 
piece brought up and wrapped around the conduit. After this 
operation is completed a thin layer of cement mortar is plastered 
around the burlap, extending over the edges, ao as to cover the 
scarified portion of the conduit so that it may adhere to it, thus 
making the joint practically water-tight. 

" The burlap should be first prepared in strips of not less than 
6 inches in width, and of suitable length to wrap around the 
conduit, overlapping about 6 inches. If possible the burlap should 
be saturated in asphaUum or pitch, but if this is not convenient 
it may be dipped in water so as to stick to the conduit until the 
joint has been cemented. The engineer or foreman in charge 
ehoutd personally oversee the making of the joint, and especially 
see that the keys are inserted, as in many instances they are left 
out by the workmen, causing considerable trouble and expense. 
Sufficient time should be allowed for the joints to harden. 

After the ducts are laid the sides are filled in with either Con- 
or dirt, as specified, care being taken that the conduits are 
not forced out of alignment by the careless filling in of the sides. 
The top layer of concrete may then be laid and leveled. After 
.this the trench is ready for filling in. 

In the laying of the self-centering single-duct conduit no dowel 

are used, the ducts being self-centering — one piece of con- 

iuit socketing into the other. BuHaping and cementing of joint 

'is not necessary. Otherwise the instructions for the laying ot 

.multiple duct should be followed. The use of a mandrel in lay- 

ilng the self-centering conduit is superfiuous. 

As each section of the system, that is from manhole to man- 
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hole, is completed, it should be rodded to insure the duct being 
clear. For this purpose wooden rods are employed, the rods 
being from 3 to 4 feet long by one inch in diameter, and provided 
with bram couplings on the ends. The first rod is pushed into 
tho dui^l chamber, the second one is then attached, and then the 
third and bo on, until the first rod appears in the manhole on 
the opposite end. 

"A wooden mandrel about 10 inches long, made to conform 
to the shape of the duct, but about 1-inch smaller in diameter, 
i» attached to the last rod, and a galvanized iron wire is then 
attached to the other end of mandrel. The rods are drawn 
through the duct und uncoupled until the mandrel has passed 
through tho ducts, The wire is left remaining in the chamber 
and secured in the manhole to prevent its being pulled out. The 
diinie o[)ertttion is repeated until all the ducts are tested and 
wired. Should obstructions be met with and the mandrel bind, 
tho loration of the obslructiona may be easily ascertained by 
, the length of rod yet remaining in the duct, and may be easily 

w^ removeil. This method ia far better than pulling the mandrel 

^B through Its the duels are laid, as in many cases the duct is 

^H olwtrucled or thrown out of alignment, by the filling in of the 

^M concrete or trench, ami this would not be noticed until an attempt 

^B was made to draw the cable; the wire left in the duct being used 

^M in drawing the cables." 

I - 

■ 

; 

I ' 

■ 



Dbawino in thk cables I 

.\fter the conduits have been tested by means of the mandrri I 
to ascertain that they are continuous, and that the joints are 
smooth, the work of installing the cables may be started. Special 
precaution should be token to prevent bending the cables sharply 
ao as to avoid injuring the lead sheathing or the rubber insulatktD. 
If th« eable is light and of small diameter, and the distance 
not o\-er 300 feet and the run fairly straight, it can usually 
be pulled in by hand, but often other means must be pro%'ided 
■o as to secure sufficient power. Precautions should be taken, 
how«v«r, to a\*OKi placing too great a strain on the cables, as it is 
Uabl* to injute thun, and the injuries tnar not show- op imme- 
(&tely. but may cauae troubte bter. The remedy is to avoid 
placing dam manbolea too far span, and to ha^-e the runs aa 
ttnigfat M poeaiUe, and to property test the omduits for coo- 
Unmty and suraotKnen befon starting to install the rablo 
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Enough slack should be left in each manhole to allow the cables 
to pass close to the side walls of the manhole, and to have the 
center free and accessible for a man to enter the manhole. Where 
there are a great number of cables in a manhole, shelves or other 
supports should be provided for holding the cables apart and in 
position. Where two or more conductors are placed in the same 
duct, they should always be pulled in at the same time, for other- 
wise the cables last pulled in are apt to injure those already in- 
stalled. 

The following tables give various data relating to single-con- 
ductor and three-conductor rubber-insulated lead-covered cables. 
These tables are taken from the catalogue of the Fiber Conduit 
Company, and are from data furnished by the Standard Under- 
ground Cable Company. 



Sizes of CoNDurra Required foh Various Sizes 
OF Conductors 

As probably 80 per cent of interior wiring at the present daj — I 
ia done according to the conduit system, the problem of selecting- 
the proper size of conduit for the conductors to be installed thereift. 
is very important. Figs, 93 fo 119 show various sizes of conduits 
and sizes of conductors which may be installed therein. 

Two types of conduits are shown, namely, the lined (such as 
manufactured by the Sprague Company), and the unlined (sufh 
as loricated electro duct und similar enameled conduits). The 
dimensions of conduits given in the figures are inside measure- 
ments. The sizes of conduits range from i inch to.3 inches iu the 
unlined type, and from f, inch to 2} inches in the lined type. The 
sizes of conductors shown vary from No. 14 B. & S. gage to 
2,000,000 circular mils. In addition to electric light conductors, 
cables made up of telephone and bell wire are also shown. 

It will be noticed in some cases that the same sizes and num- 
bers of conductors are shown in two different sizes of conduits. 
In all cases, the larger size of conduit should be used, except for 
straight runs having no elbows or bends whatever, or for short 
vertical runs without elbows, in which cases the smaller sizes of 
conduit may sometimes be used. In long runs, having a number 
of bends or turns, even larger sizes of conduits than those shown 
should be used. The figures show the amount of space around 
the conductors, and judgment should, of course, lie exercised in 
selection of conduits in all cases. The conductors shown in the 
figures are insulated according to the rules of the National BoArd 
of Fire Underwriters. The thickness of the rubber w-all for the 
various sizes of conductors are as follows: 

From No. 14 to No. 8 B. &. S. G., ^, inches 
e-to No. 2 B. A: S. G.. A " 
1 to No. 4-0 B. & S. G,, ^f " 
4-0 to 500,00 cm ^j " 

500,000 to 1,000,000 cm. ^, " 
1,000,000 to 2,000.000 cm. J " 
192 
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Thesizesofthevariousconductorsused in thefigures, the strands ^^H 
of whichtheyarecomposed.and theoutsidediameteroverthe braid, ^^H 
are given in the Table of Diameters in the chapter on " CVinduotors." ^^H 

N.B. — It must be remembered that for the lined type of con- ^^H 
duit. conditctoni having »:ingle out»iide braid only are required, but ^^H 
for the unlmed conduit a conductor having a double braid must be ^^M 
used. The diameters of conductors shown, are based on thb nile. ^^^| 
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